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DR.  SCHELLEN'S  PREFACE. 


"TTTE  believe  we  cannot  introduce  this  new  edition  any 
^  ^     better  than  by  referring  to  the  preface  of  the  second 
edition,  in  which  we  gave  an  historical  account  of  the  evo- 
lution of  magneto  and  dynamo-electric  machines. 

Th&  enormous  progress  which  the  application  of  these 
machines  to  illuminating  purposes  and  transmission  of 
power  has  made,  was  shown  in  the  most  elaborate  manner 
at  the  electrical  exhibitions  of  London,  Paris,  Munich,  and 
Vienna. 

A  large  number  of  machines  for  the  production  of  elec- 
tric light,  and  numerous  electric  lamps  of  all  kinds,  were 
shown  to  the  wondering  spectator;  and  proved  that  the 
electric  light  has  now  extensive  application  for  the  illumi- 
nation of  public  squares,  of  streets,  railroad  depots,  dwell- 
ings and  factories. 

.  Besides  the  production  of  electric  light,  the  electric 
transmission  of  power  attracted  the  visitors'  attention. 
The  motors,  affording  the  necessary  driving  power,  t.  e., 
the  gas  or  steam  engines,  were,  previous  to  this  time,  set 
up  near  the  illuminating  machine.  The  water  power  of  the 
river  Tsar  at  Munich  was  made  use  of  by  means  of  enor- 
mous turbines,  originally  built  and  employed  for  an  entirely 
different  purpose.  This  water  power  was  caught  at  a  long 
distance  from  where  it  was  actually  made  use  of,  was 
transformed  into  electricity,  and  was  then  conducted  by 
means  of  long  wires  to  a  distant  point,  where  it  was  made 
use  of  for  numerous  illuminating  and  working  purposes. 

With  such  great  progress  of  electro-technical  science  in 
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the  fields  mentioned,  it  not  only  becomes  a  pressing  desire 
of  the  professional,  but  of  the  intelligent  public  in  general, 
to  become  familiar  with  the  application  of  electricity  in  the 
various  technical  branches,  and  to  inform  itself  as  to  its 
progress  and  new  inventions. 

Hence  the  desire  for  information  on  the  part  of  profes- 
sional circles  and  the  educated  public  must  be  supplied  by 
books  which  start  out  in  an  easily  understood  manner  from 
the  fundamental  principles  of  electricity,  and  thus  enable  a 
large  circle  to  understand  these  matters.  That  this  want  is 
supplied  by  our  work  in  a  very  satisfactory  manner  is 
proven  by  the  rapid  succession  of  the  two  first  editions. 

When  this  edition  was  taken  in  hand,  it  was  evident 
from  the  beginning  that  the  material  to  be  mastered  in  the 
time  between  the  Munich  and  the  Vienna  exhibitions  was 
too  much  of  all  kinds,  and  it  became  more  so  as  the  desires 
of  mechanics  and  of  the  author  were  alike  to  abolish  the 
I>opular  character  of  the  previous  editions  of  the  book,  and, 
while  retaining  the  simplicity  of  demonstration,  to  assume 
a  more  scientific  and  technical  treatment  of  the  material. 
This  carrying  of  this  proposition  into  effect  in  the  new 
edition  was  materially  aided  by  Dr.  Victor  Wietlishachy 
lecturer  on  technical  electricity  at  the  Polytechnic  of 
Zurich,  who,  by  reason  of  his  works  for  various  electrical 
magazines,  and  as  director  of  the  Zurich  Telephone  Com- 
pany, seemed  likely  to  be  sufficiently  experienced  in  the 
subject  in  general  to  assist  and  improve  the  present  work. 

We  can  therefore  mention  as  a  material  alteration  and 
improvement  which  distinguishes  this  edition,  that  the 
units  of  measure,  decided  upon  at  the  Paris  Convention  and 
now  uniformly  adopted,  and  also  the  various  mechanical 
contrivances  (Fo/f-meter,  -4mp^re-meter,  Electro-dyna- 
mometer, measures  of  consumption  of  electricity)  have 
been  taken  up,  and  their  use  in  practical  measurements 
fully  discussed. 
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That  all  details  of  construction  in  regard  to  data  about 
machines,  lamps  and  their  performances,  have  been  given 
in  the  new  electric  units  is  self-evident. 

In  the  first  editions  of  the  work  the  novelty  of  the  sub- 
ject and  often  as  well  the  secrets  retained  by  the  inventors 
and  constructors  gave  rise  to  irregularities  of  data  and  to 
incomplete  illustrations. 

The  author  was,  therefore,  with  the  aid  of  his  co-worker, 
bent  upon  removing  all  irregularities  and  doubts  of  this 
kind,  by  personal  investigation  and  measurements,  when- 
ever possible  to  collect  exact  data.  The  figures  and  measure- 
ments so  obtained  are  found  in  a  series  of  most  important 
tables,  partly  distributed  through  the  book  and  partly  at 
the  end  of  the  book  in  a  separate  appendix. 

The  understanding  of  the  various  dynamo-electric  ma- 
chines is  materially  aided  by  introducing  a  classification 
of  the  same  and  by  referring  to  a  few  fundamental  types, 
among  which  the  now  much  employed  compound  machine, 
which  created  so  much  attention  at  the  Vienna  exhibition, 
has  been  considered. 

On  account  of  the  great  importance  of  the  so-called 
large  machines  (Grossmachinen),  especial  care  has  been 
bestowed  upon  their  construction  and  working  power  in 
this  new  edition  ;  we  mention  in  this  respect  only  the  large 
machines  of  EdisoUy  Ferranti,  Thomsoriy  Gordon,  Brushy 
Weston,  and  others. 

The  arc  light  and  also  the  incandescent  light  descrip- 
tions have  been  entirely  revised ;  the  Edison  system  espe- 
cially has  received  an  account  corresponding  to  the  latest 
conmiunications  of  all  details  in  theoretical  and  practical 
respects. 

The  latest  experiences  in  the  way  of  the  important  ques- 
tions of  canalization  of  electricity  and  the  electrical  transfer 
of  power  have  received  no  less  detailed  consideration  by 
publication  of  the  theories  of  Dr.  Froelich  and  Marcel  Deprez. 
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It  is  clear  that  it  could  only  be  possible  to  give  the  new 
edition  of  this  book  the  valuable  contents  and  numerous 
illustrations  (their  number  being  almost  doubled)  if  the 
author  could  coimt  ui>on  a  large  circle  of  scientists  and 
mechanics  who  would  concede  to  his  wishes  in  the  widest 
manner. 

We  have  not  been  disappointed  in  this  respect,  and 
therefore  fulfill  our  pleasant  duty  of  thanking  all  those 
most  warmly  who  by  their  material  aid  have  helped  com- 
pile this  work.  Thanks  are  especially  due  to  my  co-worker 
Dr.  F.  Wietlisbach,  who  with  imtiring  zeal  performed  the 
work  intrusted  to  him. 

We  moreover  express  our  thanks  to  those  scientists  and 
technical  societies  who  have  so  materially  aided  us  by  com- 
municating the  results  of  their  labors — among  which  are 
in  the  first  instance,  the  privy  chancellor  Dr.  W.  Siemens, 
Professor  Silvanus  P.  Thompsouy  the  German  Edison  Com- 
pany, the  companies  of  the  U.  8.  Electric  Lighting  Co., 
the  Fuller  Electrical  Co.,  the  Brush  Electric  Co.,  the 
Levett-Muller  Electric  Light  Co. ,  etc.  These  thanks  are  not 
less  due  to  the  publisher,  who  has  watched  the  most  careful 
typographical  work  with  restless  care.  May  the  third 
edition  find  the  same  appreciation  which  was  so  richly 
bestowed  ui>on  the  previous  ones. 

THE  AUTHOR. 

Cologne,  Nov.  1888. 


EDITOR'S  PREFACE. 


"TTT"E  need  not  apologize  for  translating  Dr.  Schellen's 
^  ^  work.  The  favor  with  which  it  has  been  received 
by  those  who  read  the  German  language,  and  its  plain  and 
simple  style  of  explanation,  induced  us  to  begin  trans- 
lating it  for  the  American  readers  and  students  in  elec- 
tricity, while  yet  in  its  first  edition.  Owing  to  unavoidable 
delays  we  did  not  complete  the  translation  until  the  an- 
noimcement  of  the  third  and  last  German  edition.  Mean- 
time we  had  accumulated  data  relating  to  American  elec- 
tric machines,  which  we  could  with  advantage  add  to  the 
descriptions  of  Dr.  Schellen.  But  he  had  likewise  increased 
his  fund  of  information,  so  that  in  issuing  the  third  edition 
he  was  obliged  to  divide  his  book  into  two  volumes.  We 
have  done  the  same ;  making,  as  he  has,  the  first  volume 
treat  only  upon  apparatus  for  generating  electric  currents, 
and  for  measuring  the  currents  so  generated,  and  their 
effects. 

We  have  added  descriptions  of  many  dynamos  and  allied 
apparatus  made  and  extensively  used  in  this  country.  Some 
of  these  machines  were  not  mentioned  in  the  German  work ; 
but  they  demanded  notice  because  of  their  novelty,  eflS- 
ciency,  or  notoriety.  We  have  also  more  fully  set  forth  the 
features  of  construction,  operation,  and  qualities  of  some  of 
those  described  in  the  original. 

We  acknowledge  our  indebtedness  to  Messrs.  Thomas  A. 
Edison,  Edward  Weston,.  Charles  F.  Brush,  William  Hoch- 
hausen,  Leonard  E.  Curtis,  C.  O.  Mailloux,  James  J.  Wood, 
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Prof.  Henry  Morton,  Prof.  Moses  G.  Farmer,  and  Prof.  Elihu 
Thomson ;  and  to  The  Brush  Electric  Co. ,  of  Cleveland,  O. ; 
the  Excelsior  Electric  Co.,  of  New  York ;  the  Fuller  Elec- 
trical Co.,  of  New  York;  the  Gramme  Electrical  Co.,  of 
New  York;  the  Rend-rock  Powder  Co.,  of  New  York;  the 
Thomson-Houston  Electric  Co.,  of  Boston;  the  McTighe 
Electric  Light  and  M'fg  Co.,  of  Pittsburgh;  the  United 
States  Electric  Lighting  Co.,  of  New  York;  and  to  The 
Electrical  World,  for  information  and  assistance  so  cheer- 
fully furnished  to  us  in  our  work. 

The  object  of  our  notes  upon  Dr.  Schellen's  text  is  to 
endeavor  to  make  clear  that  which  we  could  not  agree 
with,  and  to  supplement  his  descriptions  for  the  possible 
advantage  of  the  reader.  This  has  not  been  done  dog- 
matically, but  with  a  sincere  desire  to  help  the  reader.  If 
we  have  made  mistakes  in  these  matters,  they  have  come 
from  the  head  and  hand,  not  the  heart. 

The  reader  may  complain  that  we  have  not  considered 
some  particular  one  of  the  many  machines  which  have  been 
or  are  in  use.  If  so,  we  answer  in  advance  :  To  describe 
all  of  the  dynamo-electric  and  magneto-electric  machines 
which  have  taken  name  up  to  the  present  would  require  a 
book  many  times  as  large  as  this,  and  with  a  tiresome 
repetition  of  description  having  only  slight  variations. 

A  change  of  a  screw  here,  a  shaft  there,  an  alteration  of 
field-magnets,  a  long  or  a  short  armature,  in  endless 
variety,  does  not  make  a  new  machine,  though  a  new 
name  may  be  given  it. 

We  have  considered  nearly  all  of  the  most  prominent  of 
the  machines  which  have  been,  or  are  now  made.  They 
suffice  to  illustrate  the  subject.  As  others  come  to  the 
front  we  shall  be  pleased  to  illustrate  and  describe  them  in 
future  editions. 

The  subject  is  a  live  and  a  growing  one.  New  features 
are  constantly  being  developed,  and  the  morrow  may  bring 
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forth  that  which  may  further  astonish  the  world,  judging 
by  that  which  has  been  accomplished  within  the  past  five 
years.  But,  if  our  theories  are  correct,  the  only  improve- 
ments likely  to  be  made  are  those  relating  to  details  of  con- 
struction on  the  road  to  perfection. 

With  these  few  words  of  explanation,  we  commit  our 
work  to  the  kind  indulgence  of  our  readers. 

N.  S.  KEITH. 
New  York,  July,  1884. 
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PRELIMINABY    PHYSICS. 


: 

: 

ti 


£lictn-»tat'ut. 


1 .  mie  f^lecti-o-magnet.  A  piece  of  soft  iron, 
AB  (Fig.  1)  has  the  property  of  becoming  a  magnet  when  a 
galvanic  current 
flowB  in  a  wire, 
■*  C,  encircling  it  in 
direction  per- 
pendicular to  itB 
length..  Gener- 
ally, in  practice, 
this  piece  of  soft 
iron  is  made  to 
somewhat 
the  shape  of  a  horseshoe,  and 
is  wound  with  insulated  cop- 
per wire  in  spiral  convolu- 
tions as  nearly  perpendicular 
as  possible  to  the  iron  core, 
in  such  manner  as  to  have 
the  convolutions  take  the 
same  direction  on  both  limbs 
of  the  horseshoe,  supposing  ~ 

it  to  be  a  straight  piece.    The         E'^fc-M't^'  »«*  Arm.,«r,. 
copper  wires  are  insulated  by  being  covered  with  threads 
of  silk,  cotton,  or  other  fibrous,  non-conducting  material. 
If  the  ends  of  the  wire  coils  be  connected  with  the  poles 
<3lt  a  galvanic  battery,  the  iron  will  become  strongly  mag- 
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netic,  and  continue  so  during  the  continuance  of  the  cur- 
rent. One  end  of  the  core  will  have  north  and  the  other 
south  polarity. 

The  core  and  coils  AB  (Fig.  2)  constitute  an  electro 
magnet;  that  piece  of  iron,  D,  which  is  attracted  by  the 
poles  of  the  magnet  is  called  an  armature. 

The  following  rule  serves  for  the  determination  of  the 
respective  polarities  of  the  two  limbs  of  the  magnet.  Con- 
sider the  wire  in  which  the  current  flows  as  pendant  before 
the  observer y  the  lower  end  connected  with  the  positive  pole 
of  the  battery y  and  the  current  flowing  upward  ;  then,  if  the 
core  is  at  the  left  of  the  wire  the  end  pointing  to  the  observer 
is  the  north  pole  and  the  other  the  south  pole.  The  reverse 
is  the  case  if  the  core  is  at  the  right  of  the  wire. 

Another  rule  :  Consider  the  end  of  the  electro-magnet 
turned  toward  the  observer;  if  the  wire  proceeding  from  the 
positive  pole  of  the  battery  has  the  direction  of  the  hands  of 
a  clock,  i.  e.,  over  toward  the  right,  that  end  is  the  south  pole 
and  the  other  the  north.  If  the  wire  has  the  reverse  direc- 
tion the  ends  of  the  core  have  the  reverse  polarities. 

The  strength  of  the  magnetism  is  dependent  upon  several 
conditions :  such  as  the  quantity  of  iron  in  the  core,  the 
nmnber  of  convolutions  of  the  wire,  and  the  quantity  of 
galvanic  current  flowing  in  the  wire.  The  magnetism 
ceases  almost  entirely  on  discontinuing  the  current. 

By  rapidly  making  and  breaking  the  galvanic  circuit, 
thus  allowing  a  current  to  flow  and  cease,  alternately,  in 
the  wire  coil,  the  core  is  with  the  same  rapidity  magnetized 
and  demagnetized.  By  changing  the  direction  of  the  cur- 
rent, or  in  other  words  changing  the  ends  of  the  wire  coils 
from  pole  to  pole  of  the  battery,  which  can  be  done  by  hand, 
or  in  case  of  regular  or  rapid  change  by  an  instrument 
called  a  commutator,  the  poles  will  assume  successively 
opposite  polarities,  depending  upon  the  direction  of  the 
current  from  the  positive  pole  of  the  battery,  as  before 
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noted.  The  nearer  pure  and  the  softer  the  iron  the 
stronger  is  the  magnetism  produced  in  it  by  the  current ; 
and  the  more  nearly  completely  does  it  lose  it  on  stopping. 

Some  time  is  always  necessary,  however  short/ before 
the  magnetism  can  reach  its  maximum,  and  a  correspond- 
ing time  is  taken  in  resuming  its  previous  non-magnetic 
condition.  This  latter  term,  however,  is  merely  relative, 
as  experience  has  shown  that  iron  which  has  once  been 
magnetized  does  not,  under  ordinary  circiunstances,  lose 
its  magnetism  completely.  This  remaining  magnetism  is 
called  residual. 


Fio.  8. 


S.  j^ction  of  a,   IMag-net  on  Soft  Iron. 

[Magnetic  DivisioUy  or  Magnetic  Induction.]  If  a  piece  of 
soft  iron,  s  n,  Fig.  3,  be  brought  near  the  pole  iV  of  a 
magnet,  it  will  become  magnetic  by  the  influence  of  the 
magnet  8  N.  The  end  of  the  piece  of  soft  iron  nearest  the 
magnetic  pole  will  assume  opposite  polarity,  while  the 
other  end  will  have  the  same  polarity  as  the  pole  of  the 
magnet.  This  phenomenon  is  called  magnetic  division.* 
The  soft  iron,  however,  only 
retains  its  polarity  while  un- 
der the  influence,  i.  e.,  within 
the  sphere  of  action  of  the 
influencing  magnet.  If  it  be 
removed  from  the  field  of 
magnetic  force  it  loses  the 
induced  magnetism ;  and  the 
more  rapidly  and  completely  the  purer  and  softer  the  iron  is. 
If  the  bar  of  iron,  s  n,  be  moved  upward  by  the  pole  N,  of 
the  magnet,  the  south  pole  s  of  the  bar  will  be  displaced 
and  move  along  the  bar  as  it  is  raised,  so  that  when  the 


Magnetic  Division, 


•  The  expression  **  magnetic  induction,"  or  *'  magnet  induction,"  we  shall 
only  luw  in  the  case  where  galvanic  currents  are  induced  hj  a  magnet. 
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lower  end  comes  opposite  the  N  pole  of  the  magnet,  it  will 
have  south  polarity,  and  the  end  which  formerly  had  south 
will  have  north  polarity.  If,  as  in  Fig.  4,  a  soft  iron  ring 
be  placed  bo  that  it  may  rotate  on  its  axis  between  the 
poles  N  and  <S  of  a  horseshoe  magnet,  there  will  be  gener- 
ated in  the  ring  opposite  poles,  on  a  line  joining  the  two 
poles  of  the  magnet,  passing  across  the  ring  as  shown  at 
n  s;  while  at  points  on  the  ring  90°  distant,  O  O',  the  two 
mi^netic  polarities  neutralize  each  other. 


If  the  ring  be  rotated  the  poles  n  s  retain  their  same  po- 
sition between  the  poles  of  the  influencing  magnet,  but 
move  along  the  ring  opposite  to  the  direction  of  rotation, 
and  at  equal  speed.  So,  in  effect,  the  polarities  of  the  ring 
move  progressively  in  it,  but  the  poles  and  neutral  line 
00'  always  retain  the  same  position  in  space. 

This  matter  is  changed  somewhat  if  the  ring  be  rotated 
rapidly.  The  induced  magnetism  doe^  not  disappear  im- 
mediately from  the  parts  of  the  ring  as  they  recede  from 
the  magnet  poles  N*  and  S.  Take  a  part  of  the  ring 
approaching  N^ ;  it  rapidly  acquires  magnetism  as  this  port 
comes  under  N,  but  it  does  not  as  rapidly  lose  it  in  passings 
from  a  to  O',  by  reason  of  the  greater  length  of  time  re- 
quisite to  discharge.  From  about  the  neutral  point  O'  to 
the  next  pole  S,  a  rapid  increase  in  magnetism  again  takes 
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place,  which  is  somewhat  retained  as  before,  and  then 
gradually  decreases  to  zero  at  about  O.  It  will  be  seen 
from  this  that  the  points  of  strongest  magnetic  intensity  are 
not  directly  on  the  line  from  N  to  S,  but  that  the  magnetism 
is  somewhat  spread  in  the  direction  of  the  circumference 
of  the  ring,  and  that  from  s  to  O',  and  from  n  to  O,  length- 
ened poles,  so  to  speak,  are  formed.  In  consequence  of 
this  the  line  of  neutrality  O  O'  is  not  at  90"  exactly  from 
the  magnet  poles  N  8,  hut  somewhat  in  advance  of  that 
line  in  the  direction  of  the  rotation  of  the  ring. 


3.  Tlie  IMag-netic  r-^iel«l  ;  tlie  laities  of 
j>IagTietic  Force.  The  external  action  of  a  magnet 
depends  upon  many  circumstances,  but  has  an  extent 
according  to  the  strength  of  the  magnetization  and  the 
form  of  the  magnet,  to  an  indefinite  distance  from  the 
magnet  in  all  directions,  and  with  varying  degrees  of 
intensity.    The  area  of  magnetic  activity  of  the  poles  of  a 
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magnet  is  called  the  sphere  of  activity  of  the  pole,  or  sim- 
ply the  magnetic  field;   although    strictly  speaking  the 

Tta.S. 


t/Ftra  e/bslli  Pelii  o/n  Bar  AUiml. 
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latter  tenn  conveys  another  meaning, 
the  field  of  force.— K.] 

The    influence    ex-  '^ 

plained  in  g  S  mani- 
fests itself  only  when 
the  bar  5  n  (Fig.  3)  is 
in  the  magnetic  field 
of  the  inducing  mag- 
net 3  N.  When  the 
bar  is  within  this  field  f' 
and  the  magnetic  at- 
traction exceeds  the 
weight  of  the  bar  s  n, 
and  it  is  free  to  move, 
then  it  will  move  to- 
ward the  magnet  S  N. 
A  second  small  bar  of 
soft  iron,  if  brought 
near  the  pole  n,  will 
also  be  influenced  so 
powerfully  that  the 
magnetic  attraction 
will  become  greater  -^ 
than  the  weight  of  ^( 
the  bar.  In  this  man 
ner  one  can  proceed  to 
attach    more    smaller 


[It  is  also  called 


The  magnetic  influence  is  also  exerted  through  neutral 
bodies,  as,  for  instance,  glass  plates,  pasteboard,  etc.  If  a 
plate  of  such  material  is  sprinkled  with  iron  filings  and  it 
is  approached  by  either  pole  of  an  ordinary  bar  magnet 
from  below,  until  in  contact,  the  filings  will  arrange  them- 
selves as  is  represented  in  Fig,  5.  According  to  this  the 
individual  particles  of  iron  may  be  considered  as  eaaily 
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movable  m^fnetic  bars  which  arrange  themselves  in  reg- 
ular curves.    As  the 

une    from    pole    to 

pole  of  each  one  of 
these  minute  bars 
assumes  a  position 
parallel  to  the  mag- 
netic lines  of  force 
of  the  magnet,  they 
may  be  said  to  map 
out  or  define  those 
lines,  and  to  repre- 
sent graphically  the 
lines  of  force  of  the 
N  and  S  poles  of  the 
magnet. 

In  the  illustra- 
tions (Fig.  5  and  6) 
the  lines  are  bound- 
ed by  the  limits  of 
the  engraving,  hut 
all  represent  sec- 
tions of  closed  lines, 
some  of  which  ex- 
tend indefinitely  in 
space.  When  two 
Magiuiit  Lim,  o/Furxt  tfiva  PariMit  Magniu.  OX  mo.rc  magnetic 
bars  are  placed  in 
neighborhood,  the  lines  of  force  are  modified  in' direction. 
When  two  bars  are  placed  with  their  opposite  poles  near 
together  under  the  plate,  the  lines  of  force  shown  by  the 
arrangement  of  the  filings  are  as  shown  in  Fig.  7.  A 
materially  different  picture  is  shown  in  Fig.  8,  where  like 
poles  of  two  bar  magnets  are  placed  near  together  under 
the  plate.  The  form  of  the  curves  in  the  illustrations  is  due 
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to  obedience  of  the  law  under  which  magnetic  attraction 
exists:  —  "like  poles  repel,  and  unlike  poles  attract  each 
other."  Fig.  fi  shows  the  lines  due  to  one  pole  of  a  bar 
inag:net  when  a  smaller  piece  of  iron  is  near  it. 

[The  method  pursued  in  making  and  fixing  such  mag- 
netic spectra  is  explained  in  §  12,  p.  55.  — E.j 


4:-  Ampere's  Solenoid.  The  Steel  Magnet  as 
a  System,  or  Series,  of  Galvanic  Currents.  Two  galvanic 
cftrrents  act  like  two  magnets,  attracting  or  repelling  each 
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other  according  to  their  directions.    A  simple  wire  helix, 
(Fig.  10a),  whose  convolutions  ore    perpendicular   to  its 
length,  behaves  like  a  steel  magnet  when  a  galvanic  cur- 
rent passes  through  it.      If  such  a 
spiral  of  copper  wire  (Fig.  10)  be  sus- 
peuded  by  its  upturned  ends  in  two 
cups  containing  mercury,  so   that 
it  can  easily  turn,  and  if  the  mer- 
cury of  the  cups  be  connected  with 
the  poles  of  a  galvanic  battery,  so 
that  a  current  passes  through  the 
wire  spiral,  the  spiral  will  show  all 
the  properties  of  a  common    steel 
magnet ;  it  has  north  and  south  poles,  and  takes  its  posi- 
tion in  the  plane  of  the  meridian,  pointing  very  nearly 
north  and  south  like  a  magnetic  needle. 
'"■  '**■  It  two  such  spirals  are  placed  in  proxim- 

ity, the  like  named  poles  repel,  and  the 
unlike  poles  attract  each  other ;  the  polar- 
ity of  the  ends  is  determined  by  the  rules 
given  in  1.  Ahp±RE,  to  whom  we  are  in- 
debted for  the  main  rules  of  electro- 
dynamics, termed  such  a  spiral,  through 
which  a  galvanic  current  passes,  a  sole- 
noid. 
The  action  of  a  galvanic  current  flowing  in  a  wire 
wound  spirally  around  a  bar  of  iron,  as  is  shown  in  Fig.  1, 
upon  the  iron,  and  the  like  properties  shown  by  the  sole- 
noid, led  Ampere  to  a  new  idea  as  to  the  nature  of  a  steel 
magnet.  According  to  his  theory  every  molecule  of  a 
magnet  is  regarded  as  being  encircled  by  a  galvanic  cur- 
rent which  returns  to  itself.  All  these  elementary  currents 
are  infinitely  small,  infinitely  close  together,  and  all  have 
the  same  direction,  which  is  perpendicular  to  one  line,  the 
axis  of  the  magnet.     This  idea  is  shown  in  Fig.  11,  whiA 
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represents  a  section  perpendicular  to  the 
axis  of  a  magnetic  core.  The  directions  of 
these  Amp^rean  currents  in  every  two  ad- 
joining molecules  are  opposite  at  all  tangent 
points,  and  hence  neutralize  each  other. 
Therefore  it  will  be  seen  that  only  the  cur- 
rents of  the  exterior  molecules  are  effective 
in  producing  nu^netism.  Instead  of  a 
single  molecular  current  circulating  in 
every  peut  of  the  steel  core,  there  is  a  cur- 
rent circulating  in  the  exterior  molecules  which  is  the  result 
of  the  action  and  reaction  of  the  currents  due  to  all  the 
molecules. 

If  we  adopt  Ampire'a  idea 
of  the  nature  of  a  magnet  it  is 
conclusive  that  it  is  a  number 
of  closed  series  of  single  gal- 
vanic currents  parallel  to  one  "" '^"""iti'il'a^'t"'"'"""' 
another,    and  flowing    in   the 

same  direction;  which  is  that  taken  by  the  hands  of  a  watch 
tchen  the  south  pole  is  turned  towards  the  observer.  This  is 
shown  by  Figs.  13  and  12a.  If  the  north 
pole  be  turned  toward  the  observer  the 
currents  will  evidently  circulate  in  a 
direction  opposite  that  of  the  hands  of  a 
watch. 

Notwithstanding  the  similarity  be- 
tween the  solenoids  and  magnets,  they 
differ  in  their  action  in  so  far  that  the 
poles  of  a  solenoid  are  the  extreme  ends,  while  those  of  the 
inag:nets  are  somewhat  distant  from  the  ends  towards  the 
body  of  the  magnet.  This  is  due  to  the  assistance  which 
the  email  closed  circuits  afford  one  another.  The  more 
nearly  the  form  of  the  magnet  approaches  that  of  a  thread, 
thereby  approximating  the  small,    elementary,  molecular 
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currents,  the  nearer  the  poles  are  to  the  ends.  The  later 
investigations  of  Oaugain  have  shown  that  other  differ- 
ences exist  between  solenoids  and  magnets ;  that  in  order 
to  apply  the  theory  of  the  action  of  the  currents  to  that  of 
solenoids  the  magnets  must  be  considered  as  solenoids,  or 
systems  of  currents,  which  are  at  equal  distances  from  one 
another,  but  their  intensities  varying  according  to  a  fixed 
law.  Or,  they  may  be  considered  systems  of  currents  all 
having  the  same  intensity,  combined  in  a  single  current, 
the  convolutions  of  which  are  at  unequal  distances  from 
one  another,  varying  under  a  fixed  law. 

^.  I?.ecii>i:*ocal  A-ction  of*  Gralvanic 
Oiiirrents  on  eaeli  otliei*.  Attraction  of  an 
Iron  Bar  by  a  Solenoid.  After  it  had  been  established  that 
a  magnet  acts  like  a  solenoid,  and  as  two  magnets  or  two 
solenoids  have  attraction  or  repulsion  for  each  other,  it  was 
to  be  expected  that  two  galvanic  currents  would  attract  or 
repel  each  other  according  to  their  relative  directions. 
Ampere  discovered  the  following  laws  governing  electro- 
dynamic  actions : 

1.  Parallel  currents  having  the  same  direction  attract 
each  other. 

2.  Parallel  currents   having   opposite    directions    repel 
each  other. 

3.  Currents  not  parallel  (crossing  each  other)  have  the 
tendency  to  run  parallel  and  in  the  same  direction. 

That  the  two  first  laws  correspond  to  the  fundamental 
law  of  magnetism,  "opposite  poles  attract  and  like  poles 
repel  each  other,"  is  shown  in  the  previous  section,  and 
graphically  in  Fig.  13. 

According  to  these  same  laws  it  follows  that  a  solenoid 
must  attract  and  draw  into  itself  an  iron  bar,  if  the  bar  is 
freely  movable  along  the  axis  of  the  solenoid,  and  if  the 
attraction  is  greater  than  the  resistance  offered  by  the  bar 
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Fig.  18. 


Steel  Magnets  as  Systems  of  Galvanic 
Currents^ 


to  motion,  such  as  from  gravity.  That  is  to  say,  when 
brought  suflSciently  near  to  the  solenoid  the  bar  will  be 
influenced  by  the  same,  and  in  consequence  currents  paral- 
lel to  themselves  will  be  in- 
duced in  the  bar,  having  the 
same  direction  as  the  current  in 
the  solenoid.  If  we  consider 
this  current  in  the  solenoid  as 
a  system  of  currents  parallel  to 
themselves  and  of  the  same  di- 
rection we  will  see  the  similarity 
between  solenoid  and  magnet 
currents.  The  attraction  be- 
tween the  solenoid  currents  in 
wire  and  bar  are  exactly  neutralized  when  the  bar  has 
assumed  a  central  position  within  the  solenoid,  but  at  once 
becomes  active  if  the  bar  be  moved  outward  at  either  end. 
So  the  influence  is  exerted  to  keep  the  bar  at  the  central 
position.  For  illustration,  if  we  imagine  a  solenoid  and  a 
bar  of  nearly  the  same  size,  divided  into,  say,  ten  equal 
parts,  and  the  bar  within  the  solenoid,  so  that  the  several 
divisions  of  each  are  on  the  same  planes,  the  mutual  at- 

• 

tractions  are  balanced.  Now,  if,  for  further  consideration, 
we  call  the  currents  above  the  centre  + ,  and  those  below 
the  center  — ,  and  designate  the  currents  by  fc,  and  their 
attractive  forces  by  the  nimibers  shown  opposite  the  divi- 
sions of  bar  and  solenoid  in  Fig.  14,  then  we  can  construct 
the  following  table  to  show  the  magnitude  of  attraction 
at  each  of  the  10  stages  of  movement  of  the  bar  toward 
and  within  the  solenoid.  See  Fig.  14  and  14a  for  the 
graphic  illustration. 
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L  6k  +  6k  +  4J€  +  3k  +  2k  =  19k. 
II.  {6k  —  k)  +  5k  +  5k  +  4Jc  +  dk  +  2k  +  k  =  24k. 

III.  {5k  -  2k)  +  {5k-'k)  +  5k  +  5k  +  4Jc  +  3k+2k+k=27k. 

IV.  {5k  —  3k)  +  {5k  —  2k)  +  {5k  —  k)  +  5k  +  5k+4Jc  +  dk 

+  2k  +  k  =  29k. 

V.  {5k  -  4fc)  +  (6fc  -  3fc)  +  (6fc  -  2k)  +  {5k  -  fc)  +  5fc  +  6A: 

+  4fc  +  3fc  +  2fc  +fc  =  30A:. 

VI.  (4fc  —  6fc)  H-  (5fc  —  4fc)  +  (6A:  —  3A:)  +  {5k  -  2fc)  +  (6fc-fc) 
+  6fc  +  6fc  +  4fc  +  3fc  +  2A:  =  28/:. 

VII.  {3k  -  6A;)  +  (4fc  -  Sfc)  +  {5k  -  4fc)  +  (6A:-3A:)  +  {5k— 2k) 

+  (5fc  —  fc)  +  6fc  +  6A:  +  4A:  +  3fc  =  24fc. 

Vni.  {2k  -  6A;)  +  (3fc  -  5k)  +  (4A;  -  S/fc)  +  (6A:-4fc)  +  (6fc-3A;) 

+  {5k  —  2A;)  +  (6A;  —  A:)  +  6fc  +  6fc  +  4fc  =  18*:. 

IX.  {k  -  6A:)  +  (2A;  -  5k)  +  {3k  -  6A;)  +  (4fc  -6fc)  +  (6fc-4A:) 

+  (6A;  —  3A;)  +  {5k  —  2A:)  +  {5k  —  fc)  +  6A;  -f  5fc  =  lOA;. 

X.  -  6A;  +  (fc  -  5A:)  +  (2A;  -  5k)  +  (3A;  -  6fc)  +  (4fc  -6A;)  + 

(6A;  -  4fc)  +  (6A:  -  3k)  +  {5k  -  2k)  +  (6fc  — fc)  +  5fc=0. 

Although  this  calculation  was  made  for  a  special  case 
and  without  taking  into  account  the  distance  of  a  solenoid 
section  from  a  section  of  the  bar,  still  it  shows  the  changes 
of  the  magnitude  of  the  attractive  force  with  the  move- 
ment to  or  fro  of  either  solenoid  or  bar.  According  to  this 
if  a  cylindrical  iron  bar  is  brought  in  the  direction  of  its 
axis,  near  to  a  helix  of  wire  through  which  a  current  is 
flowing,  the  bar  will  be  drawn  into  the  coil  until  the  centre 
of  the  bar  is  in  a  plane  with  the  centre  of  the  coil.  The 
force  with  which  the  bar  is  drawn  in  reaches  its  maximum 
when  one  end  of  the  bar  is  in  a  plane  with  the  centre  of  the 
coil,  and  gradually  diminishes  as  both  centres  approach 
each  other  imtil  it  comes  to  zero,  when  the  centres  come  to 
the  same  plane. 

This  law  holds  good  only  when  the  bar  has  a  straight 
cylindrical  form.    If  we  imagine  each  of  the  bars  in  Fig.  15 
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to  be  composed  of  double  coues  with  their  bases  together,  so 

far  as  the  mass  is  concerned,  then 

the  force  exerted  hj  a  solenoid  upon 

one    or    another  will    be   uniform 

for    any '  considerable     movement 

along  their  lengths,  in  any  of  the 

cases.       Fig.   15   shows  a   number 

of   such    bars,   which,    from   their 

originator,  are  called  Krizik's  bars. 

These  are  susceptible  of  many  ap-      Attract,,!,/^  a^/r^^Ba^iy 

plications,  such  as  in  cases  where  aseumnd. 

their  movements  are  desired  to  be  of  considerable  length 

under  small  changes  of  magnetism.     They  may  be  used 


with  one  solenoid  and  a  counter- 
acting spring,  or  weight ;  or  with 
two  solenoids  acting  in  opposi- 
tion, one  at  each  end  of  a  bar. 

Take  for   examples  the  cases 
shown    in    dit^am   in   Fig.    16. 

S  S  S  represent  a  solenoid  in  a  main  circuit  of  an  electric 
lamp,  and  S'  S'  S'  represent  a  solenoid  of  equal  magnetic 
strength  in  a  circuit  shunted  around  the  light.  The  cores 
in  the  three  positions  shown  are  equally  attracted  by  the 
solenoids  as  long  as  their  magnetic  moments  are  equal,  but 
the  slightest  preponderance  of  attraction  in  either  solenoid 
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causes  the  movement  of  the  bar  in  the  direction  to  the 
stronger.  This  action  is  under  the  law  governing  derived 
circuits,  which  will  be  considered  in  Section  27. 

O.  Gralvanic  Induction.  A  galvanic  current 
in  a  wire  can  generate  in  an  adjacent^wire,  which  is  a  part 
of  a  circuit,  another  galvanic  current.  This  phenomenon 
is  called  Induction.  Faraday,  who  discovered  in  1830  this 
method  of  generating  currents,  distinguished  galvanic  in- 
duction from  dynamic,  by  referring  the  former  to  induction 
from  the  battery  current  in  a  wire  at  rest,  and  the  latter  to 
induction  from  the  same  source  in  a  wire  in  motion.  Gal- 
vanic induction  takes  place  under  the  following  condi- 
tions :  —  If  a  wire  closed  upon  itself,  or,  constituting  part 
of  a  circuit  of  conducting  material,  be  brought  in  the  vicin- 
ity of  another  wire,  or  conductor,  through  which  a  current 
is  passing,  a  current  will  be  generated  in  the  former  named 
wire.  Also  a  current  will  be  generated  in  the  wire  if  the 
current  flowing  in  the  latter  named  wire  be  stopped  or 
started.    This  secondary  current  generated  by  the  primary 

Fig.  17. 


( ..1.  •   > 


B 

Galvanic  Induction, 


current  is  called  an  induced,  or  induction,  current.  For  an 
illustration  of  this  phenomenon  imagine  in  Fig.  17  a  gal- 
vanic battery,  B,  and  the  continuous  conducting  wire,  A  C. 
In  the  vicinity  of  this  arrahgement  the  wire  D  E  is  situ- 
ated, having  in  its  circuit  the  galvanometer  G.  As  the 
wire  D  E  is  not  in  connection  with  the  battery,  there  is» 


PRELIMINARY    PHYSICS.  31 

ordinarily,  no  current  passing  through  it,  and  so  the  needle 
of  the  galvanometer  rests  at  zero.  If,  however,  the  cur- 
rent from  the  battery  be  started,  as  it  shoots  through  the 
conductor  A  C,  an  induction  current  is  generated  in  D  E, 
but  in  a  direction  opposite  to  the  current  in  A  C,  as  is 
shown  by  the  deflection  of  the  needle  of  the  galvanometer. 
The  induction  current  in  D  E  has  only  a  very  short  dura- 
tion;  it  only  appears  for  a  moment  and  then  ceases, 
although  the  primary  current  from  the  battery  B  may  con- 
tinue in  the  wire  A  C.  Hence  the  needle  of  the  galva- 
nometer G,  receives  but  one  impulse  to  move  it  from  zero, 
and  vibrates  to  and  fro  as  usual  when  disturbed,  until  it 
shortly  comes  to  rest  again  at  zero,  notwithstanding  the 
continuation  of  the  primary  current  in  A  C. 

If,  now,  the  current  in  A  C  be  stopped,  at  the  moment  of 
stoppage  a  new  induced  current  in  D  E  is  generated, 
which  has  the  same  direction  as  that  which  was  flowing  in 
A  C,  but  also  of  extremely  short  duration.  The  summary, 
then,  is, 

1st.  That  galvanic  induced  currents  are  of  extremely 

short  duration. 
2d,  That  on  every  closing  of  the  primary  circuit  the  in- 
duced current  in  the  secondary  circuit  is  opposite 
to  the  direction  of  the  current  in  the  primary ;  and 
that  on  every  opening  of  the  primary  circuit  the  in- 
duced current  takes  the  same  direction  as  the  pri- 
mary current. 
If  the  battery  circuit  were  opened  and  closed  500  times  a 
minute  there  would  be  generated  in  a  neighboring  conduc- 
tor 1000  induced  currents  which  would  have  alternately 
opposite  directions.    The  strength  of  the  induced  current 
is  proportional  to  the  strength  of  the  primary  current ;  it  is 
also  dependent  upon  the  distance  apart  of  the  primary  and 
secondary  conductors,  and  upon  the  lengths  of  the  parts  of 
tile  conductors  within  the  sphere  of  induction.    The  total 
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inductiTe  action  between  A  C  and  D  E  is  the  sum  of  the 
small  effects  which  the  many  elementary  currents  in  A  0 
have  upon  the  many  elementary  circuits  of  the  wire  D  E. 
The  induced  current,  therefore,  increases  in  D  E  in  propor- 
tion to  the  number  of  effective  elementary  circuits  (Ah- 
pftHB's) ;  hence  with  the  length  of  the  two  wires. 

These  facts  serve  as  a  guide  in  the  making  of  apparatus  ' 
by  which  strong  induced  currents  may  be  generated.    An 
apparatus  is  shown  in  Fig.  18 
^.^n         J.  for  the  purpose,  which  consists 

^_(  ^  ,     of  two  wire  circuits,  brought 

f    ^^^_^g^  as  closely  together  as  practi- 

"^       ^^^^^^B  .  cally    possible,    and    parallel. 

^^^^^H  For  the  purpose  the  wires  are 

HH^^^^^^^^  carefully  insulated  by  being 
m^^^^^^^^r  covered  with  a  thin  coating  of 
^"^"^^^^^  silk,  or  other   non-conducting 

material,  and  then  wound  to- 
gether as  closely  as  possible  on  a  spool  of  wood  or  paste- 
board. This  system  of  two  wires,  one  of  which,  B  r,  is  of 
much  greater  diameter  than  the  other,  O.g,  for  special 
reasons,  constitutes  an  induction  cylinder.  The  larger 
wire  is  called  the  primary,  or  main,  wire ;  the  thinner  is 
called  the  induction  wire.  [There  is  no  practical  reason  in 
this  simple  case  for  making  th%  one  wire  smaller  than  the 
other,  as  they  are  wound  together  and  are  of  the  same 
length.  The  thinner  wire  is  also  called  the  secondary. — K.] 
Another  apparatus  may  be  made  by  winding  the  wires 
upon  separate  wooden  or  pasteboard  tubes;  the  coarser 
wire  on  a  smaller  tube,  so  that  when  woimd  it  may  be 
placed  inside  the  larger  tube  which  is  wound  with  the  finer 
wire.  The  apparatus,  which  is  illustrated  in  principle  by 
diagram,  Fig.  17,  then  will  look  as  shown  in  Fig.  19.  A  is 
the  induction  coil  of  very  fine,  long  wire  ;  B  the  inducing 
coil  of  comparative,  short,  thick  wire ;  E  the  galvanic  bat- 
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tery,  and  M  the  galvanometer.  The  ends  a  6  of  the  spool 
A  are  connected  with  the  galvanometer ;  the  end  d  of  the 
thick  wire  with  the  battery  pole  n,  while  the  end  c  ie  con- 
nected with  the  capsule  of  mercury  q.  From  the  battery 
pole  p  a  flexible  wire  is  run  and  so  connected  that  its  free 
end  may  be  dipped  in  the  mercury  capsule  at  will. 


H  the  battery  circuit  be  closed  by  dipping  the  wire  in 
*h«  mercury,  the  needle  of  the  galvanometer  will  be  A.&' 
Ktted  for  a  moment,  showing  that  a  current  was  started 
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in  the  secondary  circuit.  But  as  the  needle  soon  comes  to 
rest  at  zero,  it  is  evident  that  that  current  does  not  con- 
tinue longer  than  the  first  impulse,  even  though  the  bat- 
tery circuit  remains  closed.  The  direction  of  the  deflection 
of  the  galvanometer  needle  shows  that  the  current  is  oppo- 
site to  that  of  the  battery  current.  When  the  battery  cir- 
cuit is  opened  by  removing  the  wire  from  the  mercury  cup, 
another  impulse  of  current  is  sent  through  the  secondary 
coil,  and  the  galvanometer  needle  shows  that  it  has  a  direc- 
tion opposite  to  the  first  impulse,  and  the  same  direction 
as  the  current  which  had  been  in  the  battery  circuit. 

Another  phenomenon  to  be  noticed  is  that  every  sudden 
increase  in  the  current  circulating  in  the  battery  circuit, 
induces  a  current  in  the  secondary  circuit  in  opposite 
direction  to  the  current  in  the  primary ;  and  any  sudden 
decrease  of  current  in  the  battery  circuit  induces  a  current 
in  the  secondary  in  the  same  direction. 

T".  I>yi:iaiiiic  Induction.  Just  as  the  closing 
or  opening  of  the  primary  circuit,  or  an  increase  or  de- 
crease in  the  strength  of  the  current  fiowing  in  it,  acts  to 
induce  currents,  so  does  the  rapid  approach  or  withdrawal 
of  a  primary  wire,  in  which  a  current  is  fiowing,  have  a. 
similar  effect  upon  a  secondary  wire  circuit.  If  the  coil  P, 
Fig.  20,  be  moved  within  the  coil  S,  or  be  withdrawn  or  in- 
serted in  it,  currents  will  be  generated  as  in  the  cases  just 
considered.  The  currents  generated  may  be  called  the 
"approaching"  and  "withdrawing."  The  former  has  the 
opposite,  and  the  latter  the  same  direction  as  the  main  cur- 
rent. Take  for  illustration  Fig.  21 ;  and  from  the  premises 
it  is  easy  to  determine  the  action  exerted  upon  a  conductor, 
R,  by  a  current  fiowing  in  the  solenoid  from  A  to  B.  In 
passing  R  along  A  B,  in  direction  of  the  arrow,  the  current- 
in  the  convolutions  from  which  it  is  receding  induces  the 
"withdrawing"  current,  and  that  in  the  convolutions  in. 
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front  induces  the  "approaching"  current.    Until  the  centre 
line  M  is  reached  the  "approaching"  is  in  excess,  and  the 


excess  is  the  measure  of  the  effective  current.  From  M  to 
B  the  receding  convolutions  are  in  excess,  so  that  the 
"receding"  current 
preponderates,  and 
is  effective  just  in 
proportion  to  the 
differences  between 
the  numbers  of  con- 
volutions of  each 
kind.  Of  course,  at 
the  centre  line,  M, 
the  two  currents 
neutralize  each  other  and  are  not  effective. 

Gaugain  correctly  remarks,  after  his  extended  investi- 
gations, that  the  strength  of  the  current  in  the  ring  does 
not  alone  depend  upon  the  number  of  convolutions,  but 
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also  upon  the  varying  distances  of  the  parts  of  the  appara- 
tus assumed  under  the  conditions.  Dynamic  induction  is 
governed  by  Ampere's  laws  given  in  Section  6.  These  may 
be  again  stated  thus :  —  If  the  relative  position  of  a  con- 
ductor carrying  a  current,  to  that  of  a  closed  conductor  not 
carrying  a  current,  be  changed  in  any  manner,  a  current 
will  be  induced  in  the  latter. 

The  direction  of  this  induced  current  is  determined  by 
the  following  law  laid  down  by  Lenz  :  — 

If  the  relative  position  of  two  conductorSy  A  and  By  A 
carrying  a  current  and  B  closedy  is  changed,  the  motion  will 
induce  in  B  a  current  having  a  direction  that  would  by  its 
electro-dynamic  effect  on  the  conductor  A  communicate  to  A 
a  motion  opposite  to  that  by  which  the  induction  was  caused. 
[In  all  cases  the  direction  of  the  secondary  (induced)  cur- 
rent is  such  that  the  mechanical  reaction  between  the  two 
conductors  is  opposite  to  the  direction  of  motion,  being  a 
repulsion  when  the  wires  are  approaching,  and  an  attrac- 
tion when  they  are  receding.  —  K.  ] 

©•  IMag-netic  Indixction,  According  to  Am- 
pdre  a  magnet  is  a  piece  of  iron  having  a  series  of  galvanic 
currents  encircling  it  at  right  angles  to  its  axis  (§  4).  Such 
being  the  case  a  magnet  can  be  used  in  the  place  of  the 
battery  coil  P,  to  show  the  same  induced  currents  in  the 
secondary  coil  S  (Fig.  20). 

Referring  to  Fig.  22  the  coil,  galvanometer  and  connec- 
tions are  the  same  as  the  same  parts  in  Fig.  20.    The  bar 
magnet  is  substituted  for  the  coil  and  connections.    The 
same  reversing  induced  currents  arise  from  introducing 
and  withdrawing  the  magne^     The  directions  of  the  ir 
duced  currents  depend  upon  the  kind  of  motion  (to  or  fr< 
given  to  the  magnet,  the  direction  of  the  convolutions 
the  wire,  and  the  polarity  of  the  end  of  the  magnet  w^ 
is  nearest  to  the  largest  number  of  convolutions.    The 
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nomena  are  the  same  if  the  coil  B  (Fig.  ZO),  or  the  magnet 
(Fig.  33),  are  stationary  and  the  coil  be  moved.    To  deter- 
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mine  the  directions  of  the  induced  currents,  consider  the 
south  pole  of  the  magnet  pointing  to  the  observer,  and  the 
inducing  AmpSrean  currents  will  have  the  direction  of  the 
hands  of  a  clock,  and  apply  the  rules  which  have  been  so 
fully  set  forth. 

9.  IVEovement  of  a  iVItig'net  to-vpa-r-ds  a 
closed  "Wire  IZ.ingf.  In  view  of  what  has  been 
written  it  is  not  difficult  to  determine  previously  what  the 
currents  will  be  in  a  closed  wire  ring  if  a  magnetic  bar,  S  N 
(Fig.  23),  be  moved  toward  and  through  the  ring  in  such 
manner  as  to  keep  the  plane  of  the  ring  perpendicular  to 
the  axis  of  the  bar.  Consider  the  magnet  bar  N  S  as  a 
solenoid  with  a  series  of  currents  having  the  direction  of 
the  arrows ;  as  the  bar  is  moved  towards  the  ring  all  the 
currents  exert  their  inductive  effect,  increasing  until  S 
Teaches  the  plane  of  the  ring,  and  then  decreasing  till 


38 


DTNAMO-ELECTRIC    MACHINES, 


m  reaches  the  same  position^  where  the  inductive  effects 
^are  equal  and  opposite  on  both  sides,  consequently  at 


Fio.  S& 


Movement  of  a  Magnet  towards  a  IVire  Ring. 

that  point  there  is  no  current.  Continue  the  move- 
ment of  the  magnet  in  the  same  direction  through  the 
ring,  and  the  reverse  effects  will  be  observed.  The  phe- 
nomena are  the  same  as  those  observed  in  §  5.  The  effects 
are  the  same  if  the  ring  be  moved  instead  of  the  bar.  The 
arrows  1  to  5  (Fig.  23),  serve  to  show  the  comparative 
strength  and  direction  of  the  induced  currents. 


1 0,  [Rotatioii  of*  a  K.ing'  having*  a  eon- 
tinuous  coil  of*  TVire  upon  it,  "bet^veen 
tlie  Poles  of  a  Mlag-net..    GJ-ramme  K.ing*. 

For  simplicity  in  studying  the  direction  of  currents  in 
closed  conductors  enveloping  a  ring  we  will  take  instead 
of  the  whole  spiral  only  a  few  convolutions,  which  we  will 
pass  over  the  iron  annular  core  in  the  direction  fromp  over 
r^  n,  etc.  We  will  also  imagine  the  iron  ring  as  provided 
with  two  double  poles,  n  s,  formed  by  cutting  the  ring  in 
two  and  moving  their  poles  a  little  apart,  as  is  shown  in 
Figs.  24  and  25.    These  form,  in  fact,  two  semi-circular 
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magnets  with  like  poles  turned  towards  each  other.    We 
will  imagine  each  of  these  magnets,  according  to  Ampere's 


Fio.  94. 


^law  of  Currtni  in  Gramme  Ring.  ^ 

theory,  §  4,  a  system  of  parallel  currents  encircling  the  iron 
at  equal  distances,  with  the  direction  of  the  hands  of  a 
watch  if  the  south  pole  be  turned  towards  the  observer y  or 
the  opposite  in  the  case  of  the  north  pole,  as  is  shown  in 
Kg.  26.  Now  if  we  move  the  coil  R,  Fig.  24,  over  the  semi- 
circular magnets  there  will  be  induced  currents,  such  as  we 
have  considered  in  Section  7,  generated  in  quantity  and 


Solenoid  Currents  around  Double  Poles, 


force  due  to  the  movement  towards  and  from  the  solenoid 
currents.  These  currents  will  take,  in  the  successive  posi- 
tions of  the  spiral,  the  direction  due  to  the  different  in- 
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ductive  efficiencies  of  the  solenoid  currents  from  which  the 
spiral  is  receding  and  of.  those  which  it  is  approaching. 

For  purpose  of  consideration  we  need  take  only  one-half 
of  the  semicircular  magnets,  as  the  reactions  are  the  same 
in  bothy  and  divide  that  into  four  sections  r^r^f^r^.  The  in- 
fluence of  the  solenoidal,  or  Ampdrean,  currents  upon  the 
spiral  varies  with  their  distances  from  the  poles.  By  any 
small  movement  of  the  coil  from  its  resting-place  an  elec- 
tromotive force  is  set  up  and  a  current  generated  in  the 
coil.  We  will  designate  the  electromotive  force  in  the  coil 
over  that  section  of  the  ring  where  the  coil  is  shown  by  e, 
and  that  force  in  the  coil  during  its  movement  over  the 
section  next  it,  by  e\  etc.  We  designate  the  direction  of 
the  positive  current  in  the  coil  R  by  the  sign  + ,  it  having 
the  direction  from  the  exterior  of  the  ring  towards  the  cen- 
tre, in  that  part  which  ie  drawn  full,  and  which  is  on  the 
side  -towards  the  observer.  To  the  negative  current  we 
give  the  sign  — ,  it  having  the  direction  opposite  to  the 
positive,  that  is,  from  the  centre  toward  the  exterior.  We 
also  call  to  memory  (§  7)  that  the  induced  currents  are  op- 
posite to  the  inducing  solenoidal,  or  Amp^rean,  currents 
when  the  coil  is  approaching  the  greater  number,  or 
have  the  same  direction  when  receding  from  the  greater 
nimiber. 

1.  If  the  coil  R  be  at  the  point  of  neutrality,  p,  half  way 
between  n  and  s,  and  if  it  be  moved  a  little  in  the  direction 
sp  n,  it  will  recede  from  all  solenoid  currents  between  p 
and  Sy  and  at  the  same  time  will  approach  the  same  number 
of  solenoid  currents,  having  the  same  direction  between  p 
and  n.  At  the  moment  of  starting,  the  electromotive  forces 
are  balanced,  as  seen  by  the  signs,  +  e^  +  e  —  e  —  e^  =  o. 
Therefore  the  coil  R  receives  no  current  while  passing  the 
neutral  line  p ;  and  the  same  is  the  case  when  passing  the 
line  p^. 

2;  If  the  coil  be  exactly  over  the  double  pole  n,  and  then 
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receives  a  slight  movement  towards  the  right  it  will  recede 
from  those  solenoid  currents  at  the  left  between  n  and  p, 
and  will  approach  the  same  number  of  solenoid  currents, 
having  a  contrary  direction,  at  the  right,  between  n  and  p^. 
The  electromotive  forces  of  all  the  currents  between  pnp 
is  therefore  +  e^  +  e  +  e  +  e^  =  2  e  +  2  6*,  and  the  cur- 
rents induced  in  the  coil  is  the  sum  of  all  these  electromo- 
tive forces,  and  is  as  great  as  can  be  attained  during  the 
movement  of  the  coil  over  the  whole  ring.  The  direction 
of  this  current  is  +,  i.  e.,  upon  the  part  towards  the  ob- 
server it  is  from  the  exterior  towards  the  centre  of  the  ring, 
as  is  shown  on  the  first  convolution  of  the  coil. 

3.  If  the  coil  be  directly  over  the  double  pole  s,  and  be 
moved  a  little  in  the  direction  as  before,  it  will  recede  from 
all  solenoid  currents  lying  between  s  and  pS  and  approach 
the  same  number  of  currents,  having  contrary  direction, 
lying  between  s  and  p.  The  electromotive  force  of  all 
these  magnet  currents  is  therefore  —  e^  —  e  —  e  —  e^  = 
—  2  e  —  2  e^  The  induction  current  produced  by  these 
electromotive  forces  has  therefore  the  same  intensity  as 
that  at  the  double  pole  n ;  but  the  direction  is  opposite. 

4.  If  the  coil  be  at  the  point  rS  half  way  between  the 
neutral  line  p  and  the  pole  n,  a  small  movement  of  the 
spiral  brings  into  action  the  magnetic  currents  between 
f*f^r^.    The  coil  recedes  from  the  solenoid  currents  lying 
between  H  and  r*,  therefore  the  resulting  electromotive 
force  is  +  e^  +e;  but  the  coil  also  approaches  all  the  mag- 
net currents  between  r*  and  r^,  half  of  which  have  one 
direction  and  half  another,  so  these  electromotive  forces 
are  —  e  +  e^     Therefore  the  entire  electromotive  forces 
acting  on  the  coil,  in  this  case  are  +e^  +e  —  e  -{-  e^  =  2  e^. 
During  the  passing  of  the  coil  over  the  point  r\  therefore, 
it  receives  a  current  having  the  same  direction  as  that 
which  it  had  on  passing  n,  but,  however,  of  less  intensity. 
By  referring  to  the  illustration  it  will  be  reaSily  seen  that 
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the  magnitude  of  the  electromotive  forces,  e  and  e^  is  de- 
pendent upon  the  nimiber  of  effective  solenoid  currents; 
and  that  the  induced  current  created  by  the  electromotive 
force  +  2  eMs  the  stronger  the  nearer  the  coil  approaches 
the  double  pole  n. 

6.  If  the  coil  R  be  at  r*,  which  is  half  way  between  n 
and  p\  the  magnet  currents  between  the  points  r',  r*,  r*, 
are  to  be  taken  into  consideration  on  its  next  move- 
ment towards  pi  The  coil  recedes  from  all  solenoid  cur- 
rents between  r^  and  r',  and  approaches  all  those  situated 
between  r^  and  r^.  The  electromotive  force  of  the  next 
movement  is  then  +  e^  --  e  -\-  e  +  e^  =  2  eK  The  induc- 
tion current  thereby  created  has,  hence,  the  direction  of 
that  at  the  pole  n ;  as  well,  it  has  the  same  intensity  as 
the  current  generated  at  r*.  From  the  preceding  state- 
ments it  will  be  seen  that  if  the  coil  R  be  moved  from  p 
over  the  points  r^,  n,  r*,  to  p^  of  the  polarized  ring,  an  elec- 
tric induction  current  is  generated,  uninterruptedly y  which 
commences  as  it  leaves  jp,  and  grows  stronger  as  it  ap- 
proaches n,  is  strongest  at  n,  and  then  diminishes  until  at 
p*  it  is  again  nil.  This  current  retains  its  direction  during 
the  entire  movement  from  p  over  n  to  p^.  That  is,  in  the 
part  of  the  spiral  on  the  side  toward  the  observer  the  direc- 
tion is  toward  the  centre  of  the  iron  ring. 

6.  If  the  coil  has  arrived  at  r^,  the  solenoid  currents  be- 
tween r^,  r^,  and  r*  will  act  at  the  next  movement ;  their 
electromotive  force  is  —  e*  —  e  +  e  —  e*  =  —  2  e\  The 
induced  current  has  the  direction  opposite  to  the  one  pre- 
viously considered ;  i,  e. ,  in  the  parts  of  the  spiral  on  the 
side  towards  the  observer  the  direction  is  away  from  the 
centre  of  the  ring.  The  intensity  of  the  current  is  the 
same  as  that  at  the  points  r*  and  r*. 

7.  If,  finally,  the  coil  is  at  the  point  r*,  half  way  be- 
tween p  and  5,  the  electromotive  force  is  of  course  +  e  —  e^ 
—  e^  —  e  =  —  2  e*.    The  induced  current  retains  its  direc- 
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tion,  the  same  as  it  had  at  r^,  s  and  r^ ;  and  its  intensity  is 
the  same  as  at  the  points  r*  r^  and  r^. 

Therefore,  it  is  to  be  concluded  that  if  the  wire  spiral  R 
be  moved  from  p*  over  the  points  r^,  s,  and  r*  to  p  of  the  po- 
larized ring,  an  induction  current  is  also  produced  uninter- 
ruptedlyy  beginning  on  leaving  p*,  grows  stronger,  is 
strongest  at  s,  and  again  decreases  till  at  p  it  is  again  nil. 
The  current  retains  its  direction  during  the  entire  move- 
ment from  p'  over  s  to  p.  If  we  sum  up  these  results  from 
the  entire  revolution  of  the  wire  spiral  around  the  axis  of 
the  iron  ring  we  will  come  to  the  following  conclusion  :  — 

At  the  magnetically  neutral  line  of  the  iron  ring  the 
spiral  is  without  current ;  but  immediately  thereafter  the 
induced  current  appears;  at  first  of  little  strength,  but 
grows  stronger  until  it  reaches  its  maximum  at  the  pole ;  it 
then  diminishes  to  nothing  at  the  other  end  of  the  magnet- 
ically neutral  line.  During  this  time  the  direction  of  the 
current  remains  unchanged.  But  further  movement  in- 
duces a  current  of  opposite  direction,  which  grows  stronger 
as  the  coil  approaches  the  second  pole,  and  then  weaker  as 
it  recedes  from  that  pole  and  approaches  the  first  neutral 
point  from  which  the  spiral  was  moved. 

What  we  have  said  of  the  spiral  wire  R  is  equally  true 
of  every  other  spiral  with  which  we  could  clothe  the  ring ; 
and  now  we  are  prepared  to  receive  a  clear  idea  of  what 
happens  when  we  encircle  the  iron  ring  with  a  continuous 
series  of  such  spiral  spools,  or  bobbins,  and  connect  metal- 
licly  their  ends  so  that  the  circuit  has  no  beginning  and  no 
end.  The  induction  phenomena  are  the  same,  as  far  as  the 
direction  of  the  currents,  whether  the  wire  coils  be  moved 
over  the  stationary  polarized  ring,  or  the  iron  ring,  with 
the  coils  fixed  upon  it,  be  revolved  around  its  axis.  In 
both  cases  the  double  poles  of  the  ring  retain  their  places 
in  space,  and  the  coils  move  through  the  polarized  space. 
In  the  case  of  a  single  spiral,  or  coil,  as  first  considered,  the 
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various  changes  and  degrees  of  current  appear  succes- 
sively. But  when  the  iron  ring  is  covered  by  coils  the 
changes  are  progressive  in  the  several  coils ;  but  in  the 
whole,  so  considered,  there  is  no  rise  and  fall.  In  all  the 
spools  situated  on  one  side  of  a  diameter,  which  is  the  line 
midway  between  the  poles,  induction  currents  of  different 
streng^ths  in  the  different  spools  are  generated,  which  sum 
up  as  one  current  of  definite  strength  and  direction.  In  all 
the  spools  on  the  other  side  of  that  line  like  currents  of  like 
strength  are  generated  which  all  sum  up  into  one  current 
of  equal  strength  to  the  total  current  on  the  one  side,  but  of 
opposite  direction.  As  these  two  currents  are  equal  and 
opposed  they  balance  each  other,  so  no  available  current 
circulates  in  the  convolutions  when  the  ring  is  rotated 
on  its  axis.  The  direct  action  of  the  exterior  stationary 
magnet  poles  upon  the  rotating  wire  spools  remains,  for 
the  present,  out  of  consideration,  as  also  does  the  molecular 
change  produced  in  the  iron  by  displacement  of  the  poles 
induced  in  the  ring. 

Nevertheless,  the  electromotive  forces  of  the  solenoid 
currents  in  the  wire  convolutions  constantly  exist  during 
the  rotation  of  the  ring.  It  is  exactly  as  if  the  like  ( -}- ) 
poles  of  two  equally  strong  batteries,  I  and  II  (Fig.  26), 
were  connected  together.  Notwithstanding  that  the  elec- 
tromotive forces  of  the  batteries  exist,  they  being  equal 
and  opposed  no  current  flows  as  there  are  no  possible  paths. 
So  no  current  is  to  be  noticed  in  +  a  6  + .  But  by  supply- 
ing a  circuit  these  electromotive  forces  will  generate  a  cur- 
rent which  will  flow  in  it.  To  accomplish  this  connect  by 
a  wire,  L,  the  common  junction  {  +  )  ah  with  the  common 
junction  (— )  c  d,  and  a  current  formed  by  the  union  of  the 
two  currents  from  the  batteries  will  flow  in  the  direction 
designated  by  the  arrows.  This  mode  of  connecting  bat- 
teries is  called  "coupling  for  quantity."  The  mode  of  con- 
necting the  single  elements  of  a  battery  in  succession  is 
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called  "connecting  in  series,"  or  ** connecting  for  inten- 
sity," **  tension,"  or  **  electromotive  force."  Gramme  does 
the  same  thing  by  conducting  the 
two  currents  generated  in  the  ring 
from  the  junction  points  on  one  side 
to  the  junction  point  diametrically 
opposite.  These  points  are  the  ex- 
tremities of  the  diameter  coincident 
with  the  line  of  neutrality  between 
the  poles  of  the  stationary  inducing 
magnet. 

[The  several  spools,  or  bobbins, 
on  each  side  may  be,  for  illustra- 
tion, considered  as  an  equal  number 
of  single  cells  of  diflEerent  electro- 
motive values,  coupled  up  for  ten- 
sion, which  is  the  sum  of  the  sev- 
eral electromotive  forces;  and  the 
two  batteries  thus  formed  coupled 
for  quantity.  —  K.] 

This  is  plainly  seen  by  examining  Fig.  27.  In  this 
figure  the  ring  is  encircled  by  a  continuous  wire  helix,  the 
heavily  drawn  parts  of  which  are  facing  the  observer.  The 
induced  poles  are  at  n  and  9,  and  the  neutral  points  p  and 
p\  Each  single  convolution  represents  a  full  spool,  or  bob- 
bin, placed  in  contiguity,  and  the  beginning  of  each  spool 
connected  with  the  ending  of  the  next  in  one  direction,  and 
so  on,  that  the  whole  forms  one  complete  electric  circuit 
around  the  ring,  in  one  direction.  By  inductive  action  of 
stationary  magnet  poles,  not  shown,  in  the  immediate 
vicinity  of  n  and  5,  during  rotation  of  the  ring,  a  current 
tends  to  flow  in  the  direction  shown  by  the  arrow,  on 
the  wire  above  the  line  p  p' ;  and  a  like  current  also 
tends  to  flow  in  the  wire  below  the  line,  in  the  opposite 
direction  as  shown  by  the  arrows.    But  as  the  tendencies 
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are  equal  and  opposite  no  current  can  flow  until  a  circuit 
external  to  the  ring  is  supplied.    As  these  tendencies  neu- 
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Course  0/  Currents  in  Gramme  Ring, 

tralize  each  other  at  the  neutral  line,  a  wire  L  connecting 
the  two  points  p  and  p'  allows  the  flow  of  the  combined 
currents,  as  in  the  case  of  the  batteries  (Fig.  26).  The 
strength  of  the  current  is  not,  as  in  the  movement  of  a 
single  coil,  of  different  values  in  the  different  positions,  but 
is  of  one  strength  in  all  parts,  and  is  equal  to  the  sum  of  all 
the  currents  generated  in  the  several  coils,  as  these  are  pro- 
duced simultaneously  and  constantly.  The  stability  and 
constancy  of  this  entire  current  is  due  to  the  fact  that, 
by  the  rapid  rotation  of  the  ring,  which  may  be  800  to  2000 
per  minute,  each  spool  inmiediately  enters  the  space  just 
vacated  by  the  one  which  preceded  it,  so  that  notwithstand- 
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ing  the  changes  which  are  constantly  taking  place  in  the 
individual  spools,  the  aggregate  changes  being  progres- 
sively continuous,  the  total  current  does  not  suffer  change 
in  constancy  or  strength.  The  entire  wire  convolutions  of 
the  ring  will  be  traversed  by  a  constant  and  continuous 
current  if  the  speed  of  rotation  remains  constant.  The 
greater  the  rapidity  of  rotation  the  greater  the  quantity  of 
electricity  that  is  produced  in  a  unit  of  time.  Experiments 
have  shown  that  the  electromotive  force  is  proportional  to 
tbe  rapidity  of  rotation. 

In  the  preceding  we  have  only  taken  into  consideration 
the  effects  produced  by  the  polarized  iron  core  of  the  ring. 
But  we  must  also  consider  the  effects  produced  by  the 
direct  action  of  the  stationary  magnet  poles  upon  the  wire 
coils  alone.  For  this  purpose  we  must  consider  the  wire 
coils  without  the  inclosed  iron  annular  core  as  revolving 
around  the  axis  in  the  direction  heretofore  assumed. 

Let  S  (Fig.  28)  be  the  south  pole  of  a  stationary  inducing 
magnet  exterior  to  the  wire  coils,  placed  vertically  and 
perpendicular  to  the  plane  of  the  paper.  In  such  a  case 
the  outer  and  inner  portions  of  the  wire  convolutions  are  in 
the  vicinity  of  the  pole ;  but  of  course  the  outer  portions 
are  nearer  the  pole  than  the  inner  by  the  thickness  of  the 
removed  iron  ring.  Consider  the  wires  lying  on  the  plane 
of  the  paper.  The  lines  1,  2  to  13  represent  the  outer  por- 
tions of  one  or  more  of  the  coils,  placed  close  together  and 
facing  the  pole  S.  The  inner  portions  of  the  coils  are  indi- 
cated only  by  the  dotted  lines  connecting  the  fully  drawn 
lines.  The  ends  to  the  right  and  left  are  supposed  to  be 
connected  with  the  adjacent  coils  as  heretofore  explained. 
We  assume  that  the  convolutions  are  equidistant  from  each 
other  and  that  number  7  is  over  the  centre  of  th6  pole,  and 
that  6  and  8,  5  and  9,  4  and  10,  3  and  11,  2  and  12  are  equally 
distant  from  this  centre,  as  is  the  case  during  rotation  of 
the  coils.    The  arrow  a  gives  the  direction  of  the  move- 
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ment  across  the  pole.    The  magnet  we  again  coasider  a. 
system  of  solenoid  currents,  according  to  Ampere,  and  that 
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they  circulate  in  the  direction  of  the  hands  of  a  clock,  as  is 
shown  by  the  arrows  /  and  r.  By  movement  of  the  coil 
across  the  end  of  the  magnet  pole  the  approaching  convo- 
lutions 1,  3,  3,  and  4  are  most  strongly  influenced,  as  they 
are  more  nearly  parallel  to  the  solenoid  currents  ;  whereas  6 
and  7  are  scarcely,  if  at  all,  influenced,  as  the  solenoid  cur- 
rents cross  them  in  two  directions  at  nearly  right  angles, 
and  therefore  neutralize  each  other^  In  the  same  way 
there  is  little  or  no  current  induced  in  No.  8,  but  nearly  all 
in  10,  n,  12,  and  13  of  the  receding  coils. 

If  the  spools,  or  colls,  alone,  without  any  interior  iron, 
were  moved  before  the  magnet  pole  S  there  would  also  be 
currents  induced  in  the  farther  portions  of  the  coils  from 
the  pole,  as  well  asin  the  nearer  portions.  But  as  they  are 
less  influenced,  and  in  practice  are  protected  from  the  in- 
ductive action  of  the  magnet  by  the  iron  core  of  the  ring, 
we  need  not  consider  this  action  only  so  far  as  to  say  that 
the  direction  of  the  induced  current  in  them  is  in  opposi- 
.  tion  to  that  of  the  nearer  portions. 

In  the  movement  of  the  wires  1  to  4  the  induced  currents 
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being  those  of  approach,  have  a  direction  opposite  to  the 
Amperean  currents,  and  are  indicated  by  the  arrow-heads 
at  the  bottom  of  the  lines.  These  wires  also  approach  the 
Amperean  currents  r  as  well  as  / ;  but  as  r  is  farther  than  / 
the  induced  currents  have  a  strength  due  to  the  different 
effective  actions  of  I  and  r.  The  wires  10,  11,  12  and  13  all 
recede  from  the  Amperean  currents  r  and  / ;  r  of  course 
being  most  effective,  and  consequently  the  currents  in- 
duced are  due  to  the  difference  in  the  effective  actions  of  r 
and  I.  As  the  wires  are  receding  the  currents  have  a  direc- 
tion the  same  as  the  solenoid  current  r. 

The  action  upon  the  wires  6,  7  and  8  is  somewhat  differ- 
ent. Wire  6  recedes  from  I  and  approaches  r ;  but  as  I  is 
nearer  and  so  most  effective,  the  current  in  6  takes  the 
same  direction  as  7.  This  is  also  the  case  with  wire  8,  only 
the  greater  effective  force  is  with  r,  it  being  the  nearer. 
The  currents  in  these  two  wires  serve  to  neutralize  some- 
what the  currents  induced  in  the  other  wires.  As  the  wires 
5  and  9  pass  the  edges  of  the  magnet  pole,  the  induced  cur- 
rents in  them  change  directions.  Wire  7  in  crossing  the 
centre  of  the  pole  receives  two  impulses  of  current,  with  an 
intermediate  cessation.  All  the  wires  over  the  face  of  the 
pole  do  not  contribute  to  the  effective  current,  but  act  to 
neutralize  a  part  of  the  current  generated  in  more  favora- 
bly moved  wires. 

In  the  preceding  consideration  the  inductive  effects  of 
the  currents  which  are  parallel  to  the  wires  have  only  been 
taken  into  account ;  but  all  other  solenoid  currents,  except 
those  perpendicular  or  at  right  angles  to  the  wire  coils,  are 
effective,  and  in  the  proportion  which  they  deviate  from 
the  right  angle  towards  the  line  parallel  to  the  wire  coils. 

To  sum  up,  the  effective  currents  induced  in  the  wire  1 
to  13  are  all  in  one  direction,  and  assist  each  other  when  the 
continuous  connections  are  made  which  have  been  de- 
scribed.   Of  course  it  will  be  readily  taken  for  granted  that 
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the  north  pole  will  exert  a  like  action  upon  the  coils  of  the 
ring. 

We  have  specially  considered  the  wire  coils  without  the 
iron  ring,  and  without  considering  any  effects  upon  the 
portions  of  the  wire  of  the  coils  within  the  ring.  The  iron 
ring  not  only  protects  those  portions  from  reverse  action 
(the  possibility  of  which  was  shown),  but  aids  materially 
by  inducing  currents  in  inner  wires  by  reason  of  the  oppo- 
site polarity  induced  in  it  by  induction  from  the  stationary 
magnet. 

According  to  Qramme  the  iron  ring  otherwise  greatly 
assists  the  eflSciency  of  his  machine,  as  by  its  presence  the 
magnetism  of  the  stationary  magnet  is  more  concentrated 
at  the  poles  and  so  exerts  a  greater  inductive  effect  upon 
the  wires. 

Besides  these  simpler  effects  which  we  have  described, 
there  are  others,  such  as  the  reactions  of  the  currents  upon 
each  other,  and  various  other  phenomena.  We  avoid  these 
unimportant  investigations,  because  they  would  lead  too 
far  from  the  object  of  this  treatise,  and  do  not  make  any 
important  change  in  the  result  of  our  investigation. 

[Dr.  Schellen's  theory  of  the  action  of  the  Oramme  ma- 
chine is  not  altogether  satisfactory.  If  his  theory  be  cor- 
rect, then  the  poles  of  the  stationary  inducing  magnets 
should  be  as  small  as  practicable,  so  as  to  avoid  the  counter- 
currents  induced  in  the  wires  directly  facing  the  poles.  In 
practice  the  machines  have  the  pole-faces  enlarged  so  that 
they  almost  completely  encircle  the  rings.  See  the  illustra- 
tions of  Gramme  machines.  And,  furthermore,  in  the  most 
effective  Gramme  machines  (see  Figs.  135  and  136)  the 
wires  of  the  rings  are  moved  at  right-angles  to  the  solenoid, 
or  Amp^rean  currents.  The  theory  advanced  by  others 
that  the  induced  currents  are  due  to  ''cutting  the  lines  of 
magnetic  force"  by  the  wires  is,  perhaps,  a  nearer  ap- 
proach to  the  truth,  but  still  not  suflScient,  as  the  "lines" 
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can  be  "cut"  by  circuit  wires  without  giving  rise  to  cur- 
rents. A  rise  and  fall  in  magnetic  influence,  say  from  ap- 
proach and  recedence;  eeems  to  be  necessary.  We  will  not 
here  advance  a  theory.  —  K.] 

11.    Xlotation    or  an    ^iTina.tnre   over 

the  Foles  of  a.  JMagTiet.  If  a  bar  of  soft  iron 
A  B  (Fig.  39)  be  enveloped  by  the  insulated  wire  coil  C,  or 
the  bar  of  horee-shoe  form  C  (Pig.  30)  have  two  like  wire 
coils,  for  the  purpose  of  generating  induced  currents,  either 
apparatus  may  be  called  an  inductor,  or,  more  commonly, 
an  armature. 

PiGB,  tt  and  80. 


The  same  induction  effects  which  are  produced  in  a  wire 
coil  by  the  movement  of  a  magnet,  as  in  Fig.  22,  may  be 
produced  by  moving  a  magnet  to  and  from  the  soft  iron 
cores  of  inductors.  By  division,  the  iron  becomes  magnetic 
(§  2),  its  magnetism  increases  or  diminishes  by  approach  or 
recedence  of  the  magnet,  and  the  corresponding  inductive 
effects  are  observed  in  the  wire  coils. 

If,  therefore,  a  rotary  motion  be  imparted  to  the  induc- 
tor, 80  that  the  ends  A  B  of  the  iron  core  pass  close  by  the 
poles  N  8  of  the  stationary  magnet,  there  will  be  currents 
generated  in  the  coils  which  have  the  directions  due  to 
approach  and  recedence,  and  which  for  greater  clearness 
{u«  illustrated  in  this  special  application  by  Fig.  31. 
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Pig.  81. 


The  convolutions  are  drawn  few  and  far  apart,  for  ease 
of  analysis. 

By  bringing  the  magnet  B  towards  the  soft  iron  core  A, 
there  are  generated  in  the  latter  magnetic  poles  of  opposite 

polarity  to  those  of  the  former,  as  is 
indicated  by  the  letters  N  5,  n  S.  This 
movement  generates  a  current  in  the 
wire  which  has  a  direction  opposite  (as 
shown  by  the  arrows)  to  the  Amp^rean 
currents  of  the  iron  molecules.  If  B  be 
now  withdrawn,  A  will  lose  its  mag- 
netism, and  in  so  doing  will  induce  a 
current  in  the  wire  of  the  same  direction 
as  the  Amperean  currents. 

If  either  A  or  B  be  rotated,  it  will  be 
seen  that  the  currents  will  have  the 
same  direction  during  the  time  of  move- 
ment of  N  from  s  to  n,  where  they  will 
be  reversed. 

[A  careful  analysis  of  the  movements 
and  of  the  generated  currents  will  show 
that  the  withdrawal  of  N  from  s  towards 
n  reduces  the  magnetism  of  A  to  nil  at 
90''  of  the  rotation,  and  there  is  a  current  of  direction  due  to 
loss  of  magnetism,  say  over  to  the  left.  But,  at  that  point, 
as  both  the  poles  of  B  have  equal  effect  upon  both  ends  of 
A,  the  current  ceases.  Continuing  the  rotation,  what  was 
N  becomes  S,  and  the  generated  current  has  the  direction 
under  to  the  left  in  space  ;  but  in  the  wire,  as  it  has  reversed 
its  direction  in  space,  the  current  has  the  same  direction  as 
the  previous  one. 

The  next  half  of  the  rotation  reverses  the  current  to  the 
right,  in  the  same  manner. 

Thus  it  will  be  seen  there  are  four  impulses  of  current 
due  to  one  rotation,  the  movement  from  one  pole  to  the 
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opi)08ite  pole  giving  rise  to  two  impulses  having  one  direc- 
tion, and  the  other  half  of  the  rotation  giving  rise  to  two 
impulses  in  the  opposite  direction. 

It  is  well  to  call  the  attention  of  the  reader  to  the  fact 
that  no  currents  are  generated  in  induction  coils,  unless  the 
two  ends  of  the  wire  of  the  coils  are  connected,  either 
directly  together,  or  through  some  other  conductor,  so  as  to 
have  a  complete  circuit  through  which  the  current  may 
flow.  Also  that  the  terms  "current"  and  "flow  of  cur- 
rent'* do  not  express  the  proper  conception  of  electric 
motion ;  but  as  the  early  investigators  used  these  terms, 
and  as  they  serve  a  good  purpose  in  making  practical 
descriptions,  they  are  herein  used.  Electric  current  is  but 
a  mode  of  motion,  as  is  heat,  light,  sound,  etc.  It  seems 
probable  that  the  motion  is  transferred  from  molecule  to 
molecule  in  the  circuit  by  molecular  change  of  form.  Its 
hypothetical  consideration,  however,  is  not  within  the  scope 
of  this  work. — K.] 

IS.  The  IWCagnetic  Field  of  Foi-ce.    In 

the  preceding  observations  we  have  always  considered  the 
effects  of  electric  currents  in  the  place  of  permanent  mag- 
nets.    In  many  cases,  however,  it  is  simpler  and  more  con- 
venient to  consider  the  direct  effects  of  the  electric  currents 
themselves.    As  magnets  induce  electric  currents,  so  do 
electric  currents  induce  magnetism.    If  we  take  a  stiff  piece 
of  paper,  and  pass  a  thick  copper  wire  through  a  perforation 
near  its  centre,  and,  while  the  paper  is  supported  horizon- 
tally, pass  currents  through  the  wire  from  a  strong  galvanic 
battery,  and  if  the  upper  surface  of  the  paper  be  covered 
vith  iron  filings,  these  will  arrange  themselves  in  a  peculiar 
order,  somewhat  as  shown  in  Fig.  32.    The  filings  y|Porm 
concentric  circles  around  the  copper  wire,  and  are  delinea- 
tions of  the  direction  of  the  magnetic  forces  which  are 
exerted  by  the  electric  current  upon  the  minute  particles  of 
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iron.  These  arrange  themselves  lengthwise  and  parallel 
with  the  lines  of  magnetic  force.  This  direction  coincides 
at  every  point  with  the  tangent  of  the  circle  passing  through 
that  point  and  concentric  to  the  wire.  Fig.  83  shows  a 
length  of  wire  traversed  by  the  galvanic  current,  and  the 
magnetic  lines  of  force  are  indicated  by  the  helical  lines 
encircling  the  wire. .  • 


We  can  therefore  speak  of  the  magnetic  field  of  a  gal- 
vanic, or  electric,  current,  and  mean  by  the  expression  that 
during  that  particular  observation  the  galvanic  current  pro- 
duces effects  like  those  of  properly  arranged  magnets.  In 
this  manner,  investigation  is  often  greatly  simplified,  by 
giving  us  the  great  advantage  of  producing  at  any  time  a 
visible  picture,  as  it  were,  of  the  properties  of  the  magnetic 
fields  of  force  of  either  magnets  or  electric  currents.  It  is 
only  necessary  to  introduce  into  the  field  a  piece  of  paper 
strewn  with  iron  filings,  and  then  observe  the  curves  pro- 
duced by  them  under  the  magnetic  influence.    The  form  of 
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^  the  curves  shows  the  direction  of  the  magnetic  forces ;  but, 
more  than  this,  the  pictures  also  allow  us  to  draw  conclu- 
sions as  to  their  intensity.  Where  the  force  is  great,  the 
curves  are  thick  and  sharply  defined ;  and  where  it  is  weak, 
the  lines  are  thinner  and  less  plain. 

When  we  desire  to  show  graphically  a  field  of  force,  we 
observe  the  following  method :  We  characterize  the  direc- 
tion of  the  force  at  every  point  in  the  field  by  lines  having 
that  direction ;  and  where  the  intensity  of  the  force  is 
increased,  we  represent  the  fact  by  an  increased  number  of 
the  lines  in  a  given  space,  somewhat  in  proportion  to  the 
force  in  that  space.  A  drawing  made  according  to  these 
principles  shows  everything  necessary  to  enable  us  to  deter- 
mine the  inducing  electric  action  of  a  magnetic  field  of 
force. 

[It  is  often  desirable  to  fix  the  pictures  or  **  magnetic 
spectra  "  made  with  iron  filings.  To  do  so,  first  take  moder- 
ately thick,  unsized  paper,  and  saturate  it  with  melted 
parafSne.  Next  sift  some  iron  filings  through  a  sieve  of  not 
larger  than  70x70  mesh.  Even  finer  is  preferable.  Use 
none  other  than  those  filings  which  have  passed  through 
the  sieve.  Next  stretch  the  prepared  paper  on  a  rectangu- 
lar frame,  like  the  frame  of  a  school  slate,  and  then  support 
the  frame  horizontally  a  few  inches  above  the  work-table. 
Place  under  the  paper,  and  almost  in  contact  therewith,  the 
I  magnet,  electro-magnet,  wire,  conductor,  or  whatever  else 
[•  the  field  of  force  of  which  you  may  wish  to  observe,  and 
then  energize  them  ;  if  not  already  in  such  state,  as  in  the 
case  of  a  i)ermanent  magnet.  While  energized,  sift  on  the 
paper  some  of  the  iron  filings,  and  then  gently  tap  the  paper 
with  a  pencil,  or  the  like,  so  that  the  filings  may  freely 
move  to  their  places.  Then  a  fiat  mass  of  iron,  previously 
heated  to  a  temperature  of  300  or  400  degrees  Fahrenheit, 
must  be  held  over  the  paper  until  the  paraflBne  become 
liquid,  when  the  iron  must  be  removed  and  the  paper  be 
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allowed  to  cool.  The  paraffine  fixes  the  filings  in  place  so 
that  the  '* magnetic  spectrum"  thus  formed  may  be  pre- 
served for  reference.  Such  spectra  may  be  copied  by 
photography,  or  by  the  "blue  process." — K.] 

For  the  sake  of  simplicity,  we  will  first  consider  a  homo- 
geneous field  of  force.  In  this  case,  both  the  direction  and 
intensity  of  the  force  is  the  same  at  all  points ;  therefore 
the  lines  are  drawn  parallel  and  at  equal  distances  apart 
Mg.  33  represents  a  field  of  this  kind. 


Fio.  88. 


Fio.  34. 


Magnetic  Litus  of  Force  of  an  Electric  Current, 

In  Section  8  we  have  seen  that  induction  currents  are 
created  when  a  wire  coil  is  brought  near  a  magnet  or 
removed  from  it.  Evidently  the  important  action  here  is 
the  carrying  of  the  coil  from  a  weak  magnetic  field  into  a 
stronger  magnetic  field,  and  then  the  reverse. 

Fig.  34  shows  the  lines  due  to  this  movement,  such  as 
take  form  from  the  movement  of  a  simple  copper  ring  in  a 

non-homogeneous  mag- 
netic field.  In  the  upper 
part  of  the  field  the  lines 
are  drawn  from  right  to 
left.  The  intensity  is 
great  at  two  points,  and 
at  the  middle  is  naught. 
In  the  lower  part  of  the 
field  the  lines  pass  from 
left  to  right. 

With   the   movement 
the  intensity  rapidly  in- 

Movement  of  a  Ring  in  a  Non-komogeneous  -         .  -  , 

Pi^i^  creases    and     then    de- 
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creases.  It  is  the  same  field  of  force  shown  in  Fig.  7, 
and  is  produced  hy  two  bar-magnets^  which  are  placed 
opi>08ite  each  other,  with  opposite  poles  in  the  same  direc- 
tion. If  we  move  the  copper  ring  from  the  first  point, 
where  the  lines  are  close  together,  towards  the  middle, 
where  the  lines  are  less  close  together,  a  current  is  induced 
by  the  movement,  as  shown  in  the  iSgure.  If  the  ring  is 
moved  from  the  middle  to  the  third  position,  where  the  lines 
of  force  are  again  closer,  but  of  opposite  direction,  the  effect 


Figs.  85  and  86. 


of  a  Ring  in  a  Homogtncous  Magnetic  Field  without  Induction. 


is  the  same,  the  action  still  stronger.  The  three  positions 
are  materially  different,  inasmuch  as  the  number  of  lines  of 
force  and  their  direction  vary  with  every  position.  The 
essential  condition  of  this  observation  is  the  movement  of 
the  ring,  so  that  the  number  of  lines  of  force  it  cuts,  and 
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their  direction  relatively  to  the  ring,  is  changed.  But  if  the 
ring  be  so  moved  that  there  be  no  change  in  the  number  or 
direction  of  the  lines  crossed,  the  inducting  action  is 
naught.  Such  cases  are  shown  by  Figs.  35  and  36.  But  we 
can  also  move  the  ring  in  a  homogeneous  field  of  force  in 
such  a  manner  that  either,  or  both,  the  number  and  direc- 
tion of  the  bisected  lines  of  force  is  changed,  by  turning  it 
around  an  axis  at  right  angles  to  the  direction  of  the  lines 
of  force. 

This  method  of  induction  has  of  late  become  of  much 
special  importance.    Fig.  37  is  an  endeavor  to  elucidate  it. 


Fig.  87. 


Rotating  Motion  0/  a  Ring  in  a  Homogeneous  Magnetic  Fi^UL 


PART    II. 

THE  METHODS  OF  ELECTRIC  MEASUREMENTS 
AND   MEASURING   INSTRUMENTS. 

X3.  Electrical  Energ-y.  In  all  branches  of 
physics  exact  methods  of  measurement  are  based  on  the 
statement  that  the  sum  total  of  energy  remains  the  same 
whatever  may  be  the  forms  of  its  manifestation. 

By  the  term  Energy  we  characterize  all  manifestations 
or  expressions  of  elementary  forces  of  nature  whether  they 
be  called  heat,  light,  electricity,  chemical  reaction,  or  des- 
ignated by  other  terms,  no  matter  whether  it  be  latent 
(energy  of  rest)  or  active  (energy  of  motion). 

Electrical  energy  can  be  produced  by  a  galvanic  bat- 
tery, a  thermopile,  or  by  friction-electric,  magneto-electric, 
or  dynamo-electric  machines  which  may  be  driven  by 
hand,  or  by  means  of  a  gas-motor,  or  steam  engine. 
Energy  is  commxmicated  to  all  these  machines  in  some 
form,  and  by  them  is  converted  into  electrical  energy  in 
either  a  good,  bad,  or  indifferent  manner.  Zinc  is  oxidized 
in  the  galvanic  battery ;  heat  is  applied  to  the  thermopile  ; 
and  mechanical  power  is  applied  to  the  other  three  kinds  of 
machines  in  various  wavs.  In  order  to  determine  whether 
one  or  the  other  arrangement  for  the  conversion  of  a  mode 
of  energy  into  electricity  is  the  most  advantageous,  the 
energy  used  and  the  electricity  produced  must  be  measured. 
The  electrician's  duty  is,  however,  more  than  this.  For 
him  electricity  serves  but  as  a  means  for  the  accomplish- 
ment of  a  purpose.    After  he  has  constructed  apparatus 
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their  direction  relatively  to  the  ring,  is  changed.  But  if  the 
ring  be  so  moved  that  there  be  no  change  in  the  number  or 
direction  of  the  lines  crossed,  the  inducting  action  is 
naught.  Such  cases  are  shown  by  Figs.  35  and  36.  But  we 
can  also  move  the  ring  in  a  homogeneous  field  of  force  in 
such  a  manner  that  either,  or  both,  the  number  and  direc- 
tion of  the  bisected  lines  of  force  is  changed,  by  turning  it 
around  an  axis  at  right  angles  to  the  direction  of  the  lines 
of  force. 

This  method  of  induction  has  of  late  become  of  much 
special  importance.    Fig.  37  is  an  endeavor  to  elucidate  it. 


Fig.  87. 


Rotating  Motion  of  a  Ring  in  a  Homogeneous  Magnetic  Field, 


PART    II. 

THE  METHODS  OF  ELECTRIC  MEASUREMENTS 
AND   MEASURING   INSTRUMENTS. 

X3.  Electrical  Energ-y.  In  all  branches  of 
physics  exact  methods  of  measurement  are  based  on  the 
statement  that  the  sum  total  of  energy  remains  the  same 
whatever  may  be  the  forms  of  its  manifestation. 

By  the  term  Energy  we  characterize  all  manifestations 
or  expressions  of  elementary  forces  of  nature  whether  they 
be  called  heat^  light,  electricity,  chemical  reaction,  or  des- 
ignated by  other  terms,  no  matter  whether  it  be  latent 
(energy  of  rest)  or  active  (energy  of  motion). 

Electrical  energy  can  be  produced  by  a  galvanic  bat- 
tery, a  thermopile,  or  by  friction-electric,  magneto-electric, 
or  dynamo-electric  machines  which  may  be  driven  by 
hand,  or  by  means  of  a  gas-motor,  or  steam  engine. 
Energy  is  communicated  to  all  these  machines  in  some 
form,  and  by  them  is  converted  into  electrical  energy  in 
either  a  good,  bad,  or  indifferent  manner.  Zinc  is  oxidized 
in  the  galvanic  battery ;  heat  is  applied  to  the  thermopile  ; 
and  mechanical  power  is  applied  to  the  other  three  kinds  of 
machines  in  various  ways.  In  order  to  determine  whether 
one  or  the  other  arrangement  for  the  conversion  of  a  mode 
of  energy  into  electricity  is  the  most  advantageous,  the 
energy  used  and  the  electricity  produced  must  be  measured. 
The  electrician's  duty  is,  however,  more  than  this.  For 
him  electricity  serves  but  as  a  means  for  the  accomplish- 
ment of  a  purpose.    After  he  has  constructed  apparatus 
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their  direction  relatively  to  the  ring^  is  changed.  But  if  the 
ring  be  so  moved  that  there  be  no  change  in  the  number  or 
direction  of  the  lines  crossed,  the  inducting  action  is 
naught.  Such  cases  are  shown  by  Figs.  35  and  36.  But  we 
can  also  move  the  ring  in  a  homogeneous  field  of  force  in 
such  a  manner  that  either,  or  both,  the  number  and  direc- 
tion of  the  bisected  lines  of  force  is  changed,  by  turning  it 
around  an  axis  at  right  angles  to  the  direction  of  the  lines 
of  force. 

This  method  of  induction  has  of  late  become  of  much 
special  importance.    Fig.  37  is  an  endeavor  to  elucidate  it. 


Fig.  87. 


Rotating  Motion  of  a  Ring  in  a  Homogentous  Magnetic  Fi^UL 


PART    II. 

THE  METHODS  OF  ELECTRIC  MEASUREMENTS 
AND   MEASURING   INSTRUMENTS. 

X3.  Electirlcal  Energ-y.  In  all  branches  of 
physics  exact  methods  of  measurement  are  based  on  the 
statement  that  the  sum  total  of  energy  remains  the  same 
whatever  may  be  the  forms  of  its  manifestation. 

By  the  term  Energy  we  characterize  all  manifestations 
or  expressions  of  elementary  forces  of  nature  whether  they 
be  called  heat,  light,  electricity,  chemical  reaction,  or  des- 
ignated by  other  terms,  no  matter  whether  it  be  latent 
(energy  of  rest)  or  active  (energy  of  motion). 

Electrical  energy  can  be  produced  by  a  galvanic  bat- 
tery, a  thermopile,  or  by  friction-electric,  magneto-electric, 
or  dynamo-electric  machines  which  may  be  driven  by 
hand,  or  by  means  of  a  gas-motor,  or  steam  engine. 
Energy  is  communicated  to  all  these  machines  in  some 
form,  and  by  them  is  converted  into  electrical  energy  in 
either  a  good,  bad,  or  indifferent  manner.  Zinc  is  oxidized 
in  the  galvanic  battery ;  heat  is  applied  to  the  thermopile  ; 
and  mechanical  power  is  applied  to  the  other  three  kinds  of 
machines  in  various  ways.  In  order  to  determine  whether 
one  or  the  other  arrangement  for  the  conversion  of  a  mode 
of  energy  into  electricity  is  the  most  advantageous,  the 
energy  used  and  the  electricity  produced  must  be  measured. 
The  electrician's  duty  is,  however,  more  than  this.  For 
him  electricity  serves  but  as  a  means  for  the  accomplish- 
ment of  a  purpose.    After  he  has  constructed  apparatus 

69 


60  BTNAMO-ELBCTRIC    MACHINES. 

which  attains  the  nearest  possible  perfection  in  the  way  of 
transforming  mechanical  energy  into  electrical  energy,  it 
becomes  his  second  duty  to  construct  other  apparatus  by 
which  it  is  possible  to  make  use  of  this  electrical  energy 
for  practical  requirements ;  whether  it  be  in  the  transfor- 
mation of  it  into  light  for  electric  lighting,  into  mechani- 
cal labor  for  the  transmission  of  power,  into  chemical 
energy  for  galvanoplastic  purposes,  into  heat  for  heating 
apartments,  or  for  other  and  various  purposes.  In  these 
cases,  again,  it  becomes  necessary  to  know  how  much 
light,  mechanical  labor,  chemical  energy  and  heat  can  be 
obtained  from  a  given  amount  of  electrical  energy  by  his 
apparatus. 

All  these  processes,  to  which  numerous  others  might  be 
added,  require  for  their  understanding  and  control  a  sum 
of  knowledge  from  all  branches  of  physics,  especially  of 
phenomena  in  the  fields  of  electricity,  of  magnetism,  and 
of  heat  and  light ;  all  of  which,  however,  can  be  found  in 
the  text-books  of  physics.  The  various  transformations 
of  electrical  energy  into  light  and  mechanical  power,  and 
vice  versa,  like  all  other  processes  of  nature,  take  place  in 
order  of  number  and  measure.  And  it  is  in  consequence  of 
the  labors  of  recent  investigators  in  the  field  of  physics 
which  covers  principally  the  transformation  of  power,  that 
we  have  new  and  convenient  units  of  measurement.  These 
units  were  only  finally  determined  at  the  Paris  Congress 
in  1881.  This  makes  it  necessary  that  the  person  who  de- 
sires to  make  earnest  study  in  the  field  of  technical  elec- 
tricity, must  not  alone  become  familiar  with  the  older 
empirical  units  of  measurement,  but  must  also  become  con- 
versant with  the  C.G.S.  (centimeter,  gramme,  second)  units 
of  measure  (the  so-called  "absolute  system  of  measure- 
ment")' On  this  system  the  physicists  have  made  very 
complicated  measuring  instruments  which  the  experi- 
mental and  practical  man  must  thoroughly  understand  if 
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he  desires  to  gain  reliable  data  from  his  observations. 
This  Part  will  therefore  treat  of  the  units  of  measurement^ 
the  latest  and  important  instruments  for  measurement^ 
and  of  their  use  for  practical  work. 

14.  -A^yirton  a^iid  rein:*^'©  I>yiiaiiioiiie- 
tei*.  Mechanical  power  is  usually  stated  in  the  unit 
horse-power,  which  is  75  m.kg.  (metre-kilogrammes)  per 
second.  A  horse-power  is  that  energy  which  is  used  in 
lifting  one  kilogramme  seventy-five  metres  high  in  one  sec- 
ond against  the  force  of  gravity.  In  case  of  the  dynamo- 
electric  machines  it  is  of  the  greatest  importance  that  its 
velocity  of  rotation  and  the  power  acting  upon  it  should 
remain  constant.  Dynamometers  have  been  made  which 
allowed  of  the  determination  of  these  two  factors  of  speed 
and  power  at  any  moment.  The  dynamometer  of  Profs. 
Ayrton  and  Perry  (Fig.  38)  measures  the  transmitted  force 
by  the  tension  imparted  to  a  spring  or  springs.  A  strong 
hub  F'  with  four  radial  arms,  F,  is  keyed,  or  otherwise 
fastened,  to  the  shaft  A  of  the  steam  engine,  or  other  mo- 
tor. Four  spiral  springs  connect  the  ends  of  the  arms  with 
the  rim  of  a  loose-pulley  B  B'  which  runs  on  the  shaft  A. 
The  loose-pulley  serves  as  the  driver  for  the  dynamo-electric 
machine  by  means  of  a  suitable  belt. 

Or  the  loose-pulley  may  be  replaced  by  the  pulley  of  the 
machine,  and  the  connections  be  made  by  the  springs 
directly.  If  A  be  rotated,  the  power  is  communicated 
through  the  springs.  So  the  tension  of  the  springs  is  the 
measure  of  the  grammes,  or  pounds,  of  power  used.  The 
greater  the  power  applied  the  more  the  springs  are  ex- 
tended, and  the  more  the  arms  are  moved  backwards  rela- 
tively to  the  pulley.  This  tension  and  the  distance  are 
measured  optically,  somewhat  after  the  following  man- 
ner : — Upon  the  rim  of  the  loose-pulley  B  a  lever  is  pinned 
at  one  end  C,  and  is  movable  thereon  as  its  axis.    This 
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lever  is  connected  with  one  of  the  arms  F  through  the  ex- 
tension L'  and  link  L.    The  other  end  of  the  lever  carries  a 


bright  metallic  knob  H.  When  in  revolution  around  the 
axis  A  the  bright  knob  appears  to  the  eye  as  a  bright  circle 
whose  radius  is  the  distance  between  the  centre  of  A  and 
the  centre  of  H.  The  greater  the  power  expended  the 
nearer  the  bright  knob  is  drawn  towards  the  axis  A.  The 
radius  is  read  from  a  scale  feistened  near  the  apparatus 
with  its  highest  mark  on  the  line  extending  the  axis.  As 
the  knob,  or  rather,  the  apparent  circle,  appears  at  one  of 
the  marks  on  the  scale  the  force  expended  is  readily  read 
in  horse-power. 

[The  mode  of  grading  is  this :  —  A  piece  of  belting 
fastened  to  the  pulley,  say  at  B',  is  passed  over  the  pulley 
in  direction  opposite  to  the  arrows  ;  at  B  it  leaves  the  pul- 
ley at  a  tangent,  and  is  fastened  to  the  hook  of  a  spring 
balance,  which,  in  its  turn,  is  fastened  to  some  immovable 
object.  A  rod,  for  a  scale,  is  then  placed  in  any  convenient 
position,  either  horizontal  or  vertical,  but  near  to  Eind  cross- 
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ing  the  central  line  of  the  axis  and  the  position  of  knob  H. 
If  the  axis  A  and  arms  F  be  now  turned  by  hand,  or  lever, 
in  direction  of  the  arrows  the  knob  will  be  forced  towards 
the  axis,  and  the  pounds,  or  grammes,  of  strain  put  upon 
the  belt  may  be  read  from  the  spring  balance  at  any  and 
all  positions  of  the  knob.  These  may  be  marked  upon  the 
rod  or  scale,  and  if  the  pulley  is  to  be  run  at  constant  speed 
the  horse-power  may  be  calculated  by  the  following  equa- 
tion, and  marked  thereon  at  the  several  divisions  of  the 
scale.  Let  L  equal  the  length  in  feet  of  the  belting  requisite 
to  encircle  the  pulley  once ;  and  I  the  same  length  in  me- 
tres ;  and  N  the  number  of  rotations  of  the  pulley  per  min- 
ute ;  and  n  the  number  of  rotations  per  second  ;  and  P  the 
pounds  shown  on  the  scale  at  the  position  of  the  knob  or 
bright  circle ;  and  p  the  number  of  kilogrammes  shown  at 
the  same  place : 

then  vfTViYo  ~   "rs    ~  horse-power  expended. 

The  second  formula  is  for  French  horse-power.  Some 
correction  is  needed  to  compensate  for  the  centrifugal  force 
of  the  lever  during  rotation.  —  K.] 

IS.  Von  I-IefYier-Alteneelc'i^  Dynn,^ 
mometer.  The  arrangement  constituting  the  dyna- 
mometer we  have  just  described  was  first  suggested  by 
General  Morin.  It  is  convenient  for  stationary  use  and 
where  exactness  is  not  specially  desired.  For  accurate 
measurements  the  dynamometer  devised  by  Von  Hefner- 
Alteneck  is  exclusively  used.  [Not  so  in  the  United  States. 
—  K.]    The  principle  is  illustrated  by  Fig.  39. 

The  apparatus  consists  of  two  pulleys,  B}  and  R^, 
strongly  supported  in  bearings  in  a  frame  and  with 
their  axes  parallel.  The  driving  belt  which  passes  around 
the  two  pulleys  N^  and  N^is  passed  between  the  two  pul- 
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leys  R'  and  R',  bo  that  the  line  of  the  belt  formfl  a  symmet- 
rical figure  with  eqiial  parts  on  both  sides  of  the  line  join- 
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ing  the  two  axes  O'  and  O*,  as  long  as  the  two  parts  of  the 
belt  have  equal  tension.  If  power  be  transmitted  through 
the  belt  the  pulleys  together  will  be  moved  towards  the 
part  which  has  the  stronger  tension. 

The  power  necessary  to  bring  the  pulleys  back  to  their 
intermediate  position  is  proportionate  to  the  power  trans- 
mitted through  the  belt.  This  is  measured  by  the  spring 
g,  which,  by  means  of  the  screw  v,  is  brought  to  the  ten- 
sion needed  to  keep  the  pointer  on  the  frame  just  over  the 
mark  m.    The  degree  of  tension  can  be  read  from  the  Bcale 
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S,  and   the   divisions  of   the    scale   have   predetermined 
Talues. 


DUgramn/VsnHi/mir-AllntclitDfnamtmtltr. 

The  apparatus  as  it  is  used  in  practice  is  shown  in  Figs. 
40,  41,  and  42.  Its  main  parts  are  seven  pulleys  arranged 
as  shown  in  the  diagram  Fig.  40.    Six  of  these,  designated 


Vm  Hi/ntT-AU€*tckU  Ojiiai 


by  numberB  1  to  6  have  their  arbor-hearings  in  a  rectangu- 
lar iron  frame,  and  all  their  arbors  are  parallel.  The  sev- 
enth pulley  has  its  bearings  in  a  lever-frame  which  is  piv- 
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oted  on  the  axis  of  pulley  5,  and  can  move  either  up  or 
down.    When  the  pulley  7  is  moved  either  way  from  its- 


■<> 


Von  Hefner' A  Uenecfes  Dynamometer  {top  view). 


central  position  the  pointer  p  moves  correspondingly^ 
though  in  the  opposite  direction,  from  the  point  m ;  but  it 
can  be  made  to  assume  its  normal  position  by  adjusting  the 
tension  of  the  spring  g  by  the  screw  v.  The  belt  is  carried 
between  the  pulleys  as  shown  in  the  diagram,  so  that  its 
line  forms  a  symmetrical  figure  with  two  like  parts,  one 
above  and  the  other  below  the  pulley  7,  as  long  as  the  ten- 
sions on  the  two  parts  are  equal.  As  soon  as  power  is 
transmitted  by  the  belt  the  pulley  is  moved  by  the  tight- 
ened  part  of  the  belt  in  the  direction  of  the  slackened  part, 
and  the  pointer  p  is  correspondingly  moved*  away  from  w. 
The  tension  requisite  to  bring  the  pulley  and  pointer  back 
to  their  places  is  then  applied  to  the  spring  g  by  the  screw^ 
V,  and  the  values  of  the  tension  are  read  from  the  scale  S. 
To  prevent  too  rapid  vibrations  of  the  parts  due  to  momen- 
tary variations  in  the  power  expended,  a  dash-pot  is  pro- 
vided at  L,  with  its  piston  attached  to  the  frame  V. 

[The  values  of  the  scale  S  are  determined  by  previously 
applying  known  values  of  weight  to  the  rim  of  the  driving 
pulley,  as  at  N*,  Fig.  39,  and  noting  the  corresponding 
movements  of  the  pointer  on  the  scale  S,  from  which  calcu- 
lations can  be  made  after  the  formulas  given  on  page 
63.  — K.] 
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lO.    The    Brake    I>yiiamoiiieter.      The 

dynamometers  so  far  discussed  permit  of  measuring  power 
expended  at  the  moment  without  loss.  In  special  cases, 
however,  such  as  in  the  electric  transmission  of  power,  the 
use  of  the  brake  dynamometer  is  desirable.  This  measures 
the  labor  actually  performed  by  a  motor  in  any  given  time 
by  using  the  power  expended  during  the  time  of  the  test 
in  overcoming  friction.  The  apparatus  consists  of  a  lever 
which  is  fastened  to  the  axis  of  a  motor,  but  which  is  pre- 
vented by  a  weight,  or  some  definite  force,  from  rotating 
with  the  shaft.  The  weight  required  to  prevent  the  lever 
from  moving  with  the  shaft  is  the  measure  of  the  amount 
of  transmitted  power.  This  is  greater  as  the  lever  is  longer 
or  the  weight  attached  is  heavier. 

[A  brake  is  sometimes  applied  to  devices  resembling 
Fig.  38,  to  determine  the  values  of  the  deflection  of  the 
lever-pointer  H,  or  its  like,  in  place  of  the  belt  and  attach- 
ments described  in  that  connection.  The  brake  is  applied 
by  clamping  on  the  periphery  of  the  pulley,  and  weighing 
the  pressure  exerted  by  the  end  of  the  lever  on  a  balance, 
or  platform  scales,  requisite  to  bring  the  pointer  to  a  given 
point.  Then  the  following  formula  should  be  used  :  As  the 
distance  from  the  centre  of  the  axis  A  to  the  periphery  of 
the  pulley  is  to  the  distance  from  the  same  centre  to  the 
end  of  the  brake-lever,  so  is  the  pressure  exerted  on  the 
scales  to  the  tension  of  the  belt. — K.] 

[ly.  The  lient  T^^viiamoiiieter*.  An  ex- 
cellent construction  of  dynamometer  is  shown  in  Fig.  43. 
It  was  designed  by  Mr.  William  Kent,  of  Pittsburgh,  Pa., 
and  was  built  at  the  Stevens  Institute  of  Technology  by  the 
graduating  class  of  1879.  It  is  a  modification  and  improve- 
ment upon  the  famous  Batchelder  dynamometer,  a  descrip- 
tion of  which  may  be  found  in  the  Scientific  American  of 
August  31st,  1878.    It  was  used  in  the  tests  made  for  the 
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United  States  Lighthouse  Board  by  Prof.  Henry  Morton, 
and  is  thus  described  by  him  : 

"The  modification  consists  in  providing  a  method  of 
making  an  automatic  record,  and  of  indicating  more  minute 
variations  of  the  power  transmitted.  The  accompanying 
cut,  Fig.  43,    represents    the   dynamometer  without   the 


recording  attachment,  and  as  it  was  used  in  the  experi- 
ments. The  construction  of  this  apparatus  and  its  mode  of 
operation  are  as  follows  : 

"It  consists,  as  shown,  of  two  stout  cast-iron  frames, 
held  together  by  bolts  in  bearings,  in  the  top  of  which 
frames  run  two  shafts,  each  carrying  a  pulley  at  its  outer 
end  and  a  bevel-gear  wheel  of  45"  at  its  inner  end.  One  of 
these  shafts  is  the  driving-shaft,  connected  by  belt  to  the 
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engine  or  other  prime  mover ;  the  other  is  the  driven  shaft, 
connected  by  belt  to  the  machine  driven.  The  power  is 
transmitted  from  one  shaft  to  the  other  through  two  other 
bevel- wheels  of  45°  gearing  with  the  first,  the  shaft  common 
to  them  and  on  which  they  run  freely  being  at  right  angles 
to  the  axis  of  the  two  shafts  first  mentioned,  and  carrying 
at  one  extremity  a  heavy  pendulum. 

"  The  bevel- wheels  being  connected,  as  shown,  and  the 
power  being  applied  to  the  driving-wheel,  the  two  interme- 
diate wheels  with  their  common  shaft  have  a  tendency  to 
revolve  around  the  driving-axis,  which  tendency  is  a  meas- 
ure of  the  force  transmitted,  and  is  resisted  by  the  moment 
of  the  weight  of  the  pendulum.  In  the  Batchelder  dyna- 
mometer, the  four  bevel-wheels  and  their  shafts  are  used, 
but  the  shaft  connecting  the  intermediate  wheels  is  always 
held  in  a  horizontal  position,  and  its  tendency  to  revolve  is 
resisted  by  weights  and  a  sliding  poise  applied  to  an  exten- 
sion of  one  end  of  it,  which  is  graduated  like  a  scale-beam. 
In  using  the  Batchelder  dynamometer,  the  operator  requires 
to  keep  the  beam  constantly  balanced,  by  shifting  the  poise 
on  the  scale-beam  or  the  weights  in  the  scale-pan  hung  at 
its  outer  end,  to  correspond  with  the  variations  of  the  power 
transmitted,  and  a  record  of  the  power  is  obtained  by  noting 
the  weight  on  the  scale-beam  at  each  instant,  and  the  cor- 
responding number  of  revolutions  of  the  driving-shaft.  The 
horse-power  is  obtained  by  multiplying  weight  in  pounds  of 
weighting  poise  on  the  scale-beam  by  the  distance  in  feet 
of  its  point  of  suspension  from  the  driving  axes,  by  the 
number  of  revolutions  per  minute,  by  3.1416,  and  dividing 
by  33,000. 

"In  the  improved  dynamometer,  the  horizontal  scale- 
beam  with  its  weights  and  sliding  poise  has  been  dispensed 
with,  and  the  swinging  pendulum  substituted.  The  tend- 
ency of  the  shaft  carrying  the  two  intermediate  bevel- 
wheels,  the  prolongation  of  which  shaft  is  the  pendulum 
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arm,  to  revolve  around  the  driving-axis,  is  measured  by  the 
weight  of  the  pendulum  and  its  arm  multiplied  by  the  dis- 
tance of  their  centre  of  gravity  from  the  driving-axis  and 
by  the  sine  of  the  angle  which  the  pendulum  arm  makes 
with  the  vertical.  When  the  pendulum  hangs  in  a  vertical 
position,  the  force  transmitted  is  zero,  errors  due  to  friction 
*  excepted,  and  when  it  is  horizontal,  the  sine  of  the  angle 
being  equal  to  unity,  the  force  is  the  maximum  the  appara- 
tus is  capable  of  recording.  The  weight  of  pendulum  and 
its  position  on  the  arm  being  constant,  the  only  variables  to 
be  considered  in  measuring  the  horse-power  transmitted  are 
the  number  of  revolutions  per  minute  and  the  sine  of  the 
angle  of  the  inclination  of  the  arm.  These  variables  may 
be  caused  to  automatically  record  themselves  on  a  sheet  of 
cross-section  paper  by  any  one  of  a  number  of  devices. 

*^The  dynamometer  used  in  these  experiments  had  a 
capacity  for  measuring  20  horse-power ;  a  method  is  pro- 
vided of  measuring  very  small  powers,  which  consists  in 
lessening  the  moment  of  the  pendulum  and  arm,  first  by 
shifting  the  sliding  weight  nearer  the  driving-axis ;  second, 
if  still  lighter  moment  is  desired,  by  removing  the  weight 
from  the  arm  entirely ;  or,  third,  if  even  still  greater  deli- 
cacy is  desired,  by  counterbalancing  the  weight  of  the  arm 
by  adding  weight  to  its  upper  end,  above  the  upper  inter- 
mediate bevel- wheel. 

**  During  the  experiments,  one  person  attended  to  the 
running  of  the  engine,  dynamometer,  and  machine,  while 
another  recorded  the  number  of  revolutions  of  the  dyna- 
mometer and  the  inclination  of  the  weighted  pendulum ; 
the  latter  was  read  from  a  graduated  arc  fastened  to  the 
pendulum  in  such  a  manner  as  to  be  in  the  same  plane  with 
its  axis  ;  this  arc,  by  the  deflection  of  the  pendulum,  swung 
by  a  pointer  attached  to  a  cross-bolt  at  back  of  machine  and 
thus  indicated  the  degrees  of  inclination  of  the  pendulum. 
The  friction  of  the  dynamometer  was  obtained  by  loading 
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its  delivery  shaft  with  a  weight  which  produced  the  same 
pressure  on  the  bearings  as  was  brought  on  them  when  it 
mras  transmitting  power  to  the  light  machines,  and  then 
noting  the  deflection  of  the  pendulum  to  overcome  the  fric- 
tion produced." — K.] 

[1®.     The     Bi*a.ckett     I>j^-iiamonietei*. 

This  dynamometer  is  the  one  best  adapted  to  measuring 
the  power  applied  to  dynamo-electric  machines.  It  was  in- 
vented and  has  been  patented  by  Prof.  Cyrus  F.  Brackett, 
of  the  College  of  New  Jersey,  at  Princeton,  N.  J.  Prof. 
Brackett  described  it  as  follows,  in  The  Electrical  World, 
of  Jan.  5,  1884  : 

"  The  principle  involved  will  at  once  appear,  when  atten- 
tion is  called  to  the  mechanical  interaction  which  takes 
place  between  the  armature  and  the  field  magnets  of  a 
dynamo  oi*  a  magneto  machine.  When  the  circuit  is  closed, 
the  armature  being  in  rotation,  the  field  magnets  tend  to 
revolve  with  the  armature  ;  and  if  free  to  do  so,  they  would 
acquire  a  velocity  of  rotation  equal  to  that  of  the  armature. 
The  current  would  be  thereby  reduced,  in  the  limit  when 
the  velocities  become  equal,  to  zero.  Now  it  is  the  mechan- 
ical couple  which  the  armature  exerts  on  the  field-magnets 
which  we  desire  to  know  in  order  to  compute  the  energy, 
supposing  we  know  the  number  of  revolutions  which  the 
armature  makes  in  a  unit  of  time  (say  minute).  We  shall 
know  this  couple  if  we  know  the  value  of  the  equal  couple 
which  must  be  applied  in  order  to  hold  the  field-magnets  in 
place.  To  secure  this  knowledge,  we  have  only  to  balance 
the  field-magnet  system  so  that  it  can  turn  freely  through 
a  small  arc,  whose  centre  lies  in  the  geometric  axis  of  tlie 
armature,  and  apply  a  known  force  at  some  point  on  a 
graduated  lever-arm  which  is  attached  to  the  field-magnet 
system  so  as  to  lie  in  a  horizontal  direction  when  the  mag- 
nets are  in  equilibrium,  as  in  the  case  of  a  common  balance. 
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The  centre  of  gravity  of  the  fleld-magnet  system,  together 
with  the  lever-arm,  should  be  very  slightly  below  the  points 
of  support,  for  the  same  reason  that  the  centre  of  gravity 
in  the  balance  is  slightly  below  the  knife-edges. 

"  The  nxmiber  of  revolutions  being  known,  by  means  of 
a  '  speeder,'  we  have  the  force  in  terms  of  a  known  weight 
or  spring,  and  the  length  of  the  lever-ann  on  which  it  is 
applied.  Hence  we  know  the  moment  of  couple  desired. 
The  expression  for  the  energy  is  then 

Energy  =  UL  x  3.141593  x  W  x  N, 

where  L  is  the  length  of  the  lever-arm,  W  is  the  weight, 
and  N  the  number  of  revolutions  in  a  unit  of  time.  If  we 
desire  the  result  in  '  horse-power,'  we  shall  take  L  in  feet 
and  W  in  pounds,  the  unit  of  time  being  one  minute. 

"The  accompanying  figures  will  render  this  description 
clearer.  They  represent  with  Bubstantial  accuracy  the  con- 
struction of  two  small  machines  belonging  to  the  Physical 
Laboratory  at  Princeton.    Pig.  44  is  the  side  elevation. 


Fig.  44o  is  a  transverse  section  or  vertical  plan.  It  will  be 
seen,  from  the  description  and  from  the  figures,  that  the 
enei^cy  measured  is  exactly  that  which  is  effective  in  pro- 
ducing the  current.     No  allowance  whatever  has  to  be  mad> 
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for  loss  in  friction  at  the  brushes,  bearings,  or  other  parts 
of  the  machine.  This  is  what  we  desire  in  a  scientific 
research.  The  only  waste  which  we  need  take  account  of, 
even  in  the  most  delicate  and  exact  inquiry,  is  that  which 
results  from  the  friction  of  the  air  between  the  field-magnets 


and  the  armature  whereby  the  fleld-magnets  might  be  sub- 
ject to  a  slight  force  tending  to  make  them  revolve.  Even 
this  insignificant  factor  is  perfectly  eliminated  by  the  use 
of  a  small  weight  just  su£Scient  to  balance  this  tendency. 

"In  the  application  of  the  method  here  pointed  out  to 
measure  the  energy  of  a  large  commercial  machine  of  any 
construction  whatever,  we  have  a  different  object  in  view. 
^i  desire  to  know  what  power  must  be  expended  on  the 
machine,  as  a  whole,  in  order  to  drive  it  under  its  load. 
^e  then  have  only  to  mount  the  machine  on  a  rocking 
^le  so  that  the  line  passing  through  the  points  of  support 
t^  the  cradle  shall  be  coincident  with  the  geometrical  axis 
rf  the  armature.  The  cradle,  together  with  the  machine,  is 
^''en  to  be  balanced  so  as  to  bring  the  centre  of  gravity  of 
tte  whole  into  near  coincidence  with  the  line  passing 
through  the  points  of  support.  The  graduated  lever-arm  is 
to  be  attached  to  the  cradle  in  a  horizontal  position,  and 
weights  or  springs  are  to  be  applied,  as  in  the  case  already 
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explained.  A  cradle  is  easily  contrived  which  shall  have 
an  adjustable  platform,  so  that  machines  having  different 
construction  may  be  mounted  on  it  for  trial.  The  uprights 
on  which  the  supports  are  fastened  may  be  of  wooden  tim- 
ber, or  in  some  cases,  as,  for  instance,  in  the  Gramme  con- 
struction, the  uprights  which  carry  the  knife-edge  supports 
may  be  attached  directly  to  the  machine  itself.  The  ma- 
chine in  this  case  needs  only  two  uprights,  on  which  the 
knife-edges  may  rest  as  they  carry  the  machine. 

"  The  essential  point  to  be  secured  is  to  have  the  whole 
machine,  together  with  its  immediate  support,  so  balanced 
on  knife-edges  or  their  equivalents  that  it  can  turn  through 
a  small  arc,  sufficient  to  allow  of  the  application  of  a  mo- 
ment of  couple  equal  and  opposite  that  exerted  by  the 
driving-belt,  the  equality  being  determined  by  securing,  by 
means  of  a  weight  at  some  definite  point  on  the  lever-arm, 
a  condition  of  equilibrium  to  the  field-magnets." 

lt>.  R-eg-ister  of  notations.  The  dyna- 
mometer measures  the  tension  on  the  periphery  of  the  pul- 
ley. In  order  to  know  the  amount  of  transmitted  power,  it 
is  necessary  to  know  the 
diameter  of  the  pulley 
and  the  number  of  rota- 
tions per  minute,  from 
which  data  we  can  cal- 
culate the  circumference 
of  the  pulley  and  the  dis- 
tance traveled  by  the  belt 
in  a  given  time. 

The  exact  determina- 
tion of  number  of  rotations  in  a  given  time  of  dynamo- 
electric  machines  is  of  great  importance,  and  special 
apparatus  are  constructed  for  the  purpose.  The  tachometer 
made  by  Buss,  Sombart  &  Co.,  of  Magdeburg,  is  much  used- 
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It  is  possible  with  it  to  read  at  any  moment  the  rate  of 
rotations  per  minute  then  going  on,  from  a  pointer  moving 
on  a  scale.  The  position  of  this  pointer  is  s  regulated  by 
a  spring  which  acts  like  a  centrifugal  pendulum.  The 
spring  is  in  a  cylindrical  iron  case.  The  instrument  may  be 
attached  directly  to  the  rotating  shaft,  or  be  run  by  a  belt 
therefrom.  Other  forms  of  instruments  for  this  purpose  are 
too  well  known  to  need  description  here. 

30.    OliHi'fcS    Law    and    the    TJnits    of 
Electi'ic  ]Measii.remeiits.    Electrical  energy  is 
determined  by  two  factors.    For  example,  the  energy  of  a 
waterfall  not  alone  depends  upon  the  quantity  of  water 
falling,  but  also  upon  the  height  from  which  it  falls.    Like- 
wise, the  knowledge  of  the  quantity  of  electricity  given  by 
a  machine  is  not  sufficient  upon  which  to  form  a  judgment 
as  to  its  merits ;  there  must  also  be  data  as  to  its  tension 
(what  potential  differences  exist).    In  order  to  determine 
the  electrical  energy,  we  must  measure  two  things  :  1st,  the 
quantity  of  electricity  which  passes  through  the  wire  during 
a  given  time,  i.  e.,  the  intensity  of  the  electric  current,  the 
current  strength  ;  and  2d,  the  potential  difference  by  reason 
of  which  the  electricity  traverses  the  wire  from  one  part  to 
another,  i.  e.,  its  tension.    It  is  convenient  in  measuring  to 
introduce  a  third  factor,  the  electrical  resistance  of  the  cir- 
cuit in  which  the  current  flows.    The  relation  in  which 
these  three  factors  are  connected  with  each  other  is  ex- 
pressed by  the  following  equation  : 

E  =  C  X  R, 
or       Tension  =  Strength  of  Current  x  Resistance. 

[Or,  as  is  also  expressed : 

Electro-motive  Force  =  Current  x  Resistance. — K.] 
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Formerly  these  three  factors  had  other  units  of  valua- 
tion, but  the  Electrical  Congress  at  Paris^  in  1881,  fixed  a 
system  of  measures  which  has  since  been  adopted  every- 
where, and  will  be  exclusively  used  in  the  following  pages. 
The  unit  of  electrical  resistance  is  termed  an  OAw,  and  is 
represented  by  the  resistance  of  a  column  of  mercury  of  one 
square  millimetre  section  and  1047. 55  millimetres  length,  or 
by  that  of  a  copper  wire  one  millimetre  diameter  and  48 
metres  length.  The  unit  of  tension,  or  electro-motive  force, 
is  termed  a  Volt,  and  is  0.9  of  the  tension  at  the  poles  of  a 
Daniell  cell.  The  unit  of  strength  of  current  is  termed  an 
Ampire.  An  electric  current  has  the  intensity  of  1  ampdre 
when  with  the  tension  of  one  volt  it  traverses  a  circuit 
having  the  resistance  of  one  ohm.  The  theoretical  founda- 
tion for  the  selection  of  these  units  is  fully  set  forth  in  the 
proceedings  of  the  Electrical  Congress  in  Paris,  in  1881. 

According  to  the  experiments  made  by  Joule  and  the 
investigations  of  Helmholtz,  the  following  fundamental 
relation  exists  between  the  electrical  units  of  measure- 
ment : 

Electrical  Energy  =  Tension  x  Strength  of  Current. 

If  the  mechanical  energy  is  measured  in  horse-power, 
the  following  equation  expresses  the  mechanical  and  elec- 
trical energy.    A  represents  horse-power ;  then 

A  «_  Volts  X  Ampdres 
""  735.7 

Formerly  the  units  of  measurement  used  in  Germany 
were,  the  Siemens  mercury  unit  for  resistance,  a  Daniell 
cell  for  tension,  and  the  strength  of  current  was  expressed 
in  Webers.    The  following  relations  exist  between  the  new" 
and  old  units  : 

1  Ohm         =  1.0486  Siemens. 
1  Volt         =  0.927    Daniell. 
1  Ampdre  =  0.885    Weber. 
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And  the  reverse : 

1  Siemens 
1  Daniell 
1  Weber 


0.9537  Ohm. 
1.079  Volt. 
1.13      Ampere. 


The  value  of  the  horse-power  unit  also  varies  in  different 
countries.    The  generalizing  equation  may  be  stated  thus  : 

TT                          Volts  X  Ampires 
Horse-power  = -^ — 

The  value  of  C  is  shown  in  the  following  table : 


Germakt  and  France. 

1  horae-power=r75  eec.  mkg. 

Badek. 

=  600  Bee.  ft.  lb. 

Prussia. 

=  480  sec.  ft.  lb. 

1 

England. 

=  660  sec.  ft.  lb. 

1.0139 
745.9 

Austria. 
=  4ao  sec.  ft.  lb. 

1 

C  =  735.7 
1     .  

1 

735.7 

1.0043 
738.9 

1.0149 
746.7 

[The  American  value  of  C  is  the  same  as  the  EDglish. — K.] 

Velocity  of  a  falling  body  being  in  all  9.819  metres  per 
second. 

In  Schellen's  handbook  on  the  Electro-magnetic  Tele- 
graphy  various  apparatus  and  methods  are  shown  and  given 
for  electric  measurement.  Here  we  ov^  describe  apparatus 
and  methods  which  are  specially  adapted  to  use  with 
dynamo-electric  machines.  These  facts  must  be  borne  in 
mind  :  the  previous  ordinary  so-called  galvanometers  are 
nearly  all  magnetic  deflection  needles.  They  are  nearly 
useless  with  dynamo-electric  machines,  on  account  of  the 
strong  magnetism  of  the  machines,  which  in  itself  causes 
deflections  of  the  needles  of  the  galvanometers  in  their 
neighborhood.  Apparatus  has  been  devised,  the  readings 
of  which  are  independent  of  external  electric  and  magnetic 
forces,  and  are  only  governed  by  the  intensity  of  the  elec- 
tric current  passed  through,  them.  This  end  is  attained  in 
two  ways :  one,  by  constructing  the  instrument  so  that  it 
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contains  no  magnetizable  iron  whatever,  and  the  other  by 
embodying  in  the  instrument  such  intense  permanent-m£^- 
nets  that  no  accidental  exterior  magnetic  fields  have  any 
appreciable  effect  on  the  readings. 


SI.    Electi'o-IO.vnn.mometei*  matie   tty 

SiemenH    &.    Flalsike.     This  instrument  is  made 
under  the  former  plan  just  named,  and  is  used  for  measur- 


PRELIMINARY    PHYSICS.  79 

ing  strong  electric  currents.  It  is  illustrated  in  Fig.  46. 
Its  main  p|urts  are  two  coils  which  are  traversed  by  the  cur- 
rent to  be  measured.  The  interior  coil  is  stationary  and 
the  exterior  one  is  movable.  The  coils  of  the  two  are  per- 
pendicular to  each  other  at  the  points  of  crossing.  The 
exterior  coil  has  but  one  convolution,  and  its  ends  dip  in 
mercury-cups  through  which  it  receives  its  current.  It  is 
suspended  by  a  thread  and  a  torsion  spring.  The  upper 
end  of  the  torsion  spring  has  a  button,  or  knob,  shown  at 
the  top  of  the  instrument,  which  button  has  a  needle- 
I)ointer  which  rotates  with  the  button  over  the  circular 
scale.  An  index-finger,  or  pointer,  is  fastened  on  the 
movable  coil,  and  extends  upwards  to  the  circular  scale. 
When  at  rest  the  two  pointers  point  alike  to  the  zero  of  the 
scale.  But  when  a  current  is  made  to  traverse  both  coils 
in  series  they  tend  to  assume  a  parallel  position  by  reason 
of  their  mutual  electro-magnetic  attraction.  But  the  tor- 
sion spring  acts  against  this,  and  by  means  of  the  button 
the  torsion  force  of  the  spring  may  be  increased  until  the 
pointer  on  the  coil  is  brought  again  to  zero  on  the  scale. 
As  the  angle  of  torsion  A  is  proportional  to  the  rotating 
I>ower,  and  this  latter  is  proportional  to  the  square  of  the 
strength  of  the  current  I,  i,  e. ,  proportional  to  the  product 
of  the  individual  strengths  of  current  passing  through  both 
coils ;  then  I  =  C  V  A,  or  proportional  to  the  square  root  of 
the  indicated  angle  of  deflection. 

2&m    The   GralvanoHieters   (A^inineter^ 
A^oltmetei*    of  I>epi'ez    a^iid    A.yi*toii    & 

Feirry).  These  are  based  upon  the  protection  from  ex- 
terior influences  afforded  by  the  use  in  the  instruments  of 
powerful  permanent  magnets.  Deprez's  galvanometer  is 
shown  in  Figs.  47  and  48.  The  coil  of  insulated  wire 
through  which  the  current  passes  is  placed  between  the 
poles  of  a  strong  permanent  magnet.    The  armature  con- 
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sists  of  a  thin  blade  of  soft  iron,  with  ten  incisions  which 
make  it  resemble  a  double  comb.  It  takes  the  place  of  the 
needle  of  an  ordinary  galvanometer,  and  Deprez  assumes 
that  its  form  insures  a  better  polarization  by  induction  of 
the  magnet.  This  armature  is  nicely  balanced  on  knife 
edges,  and  to  make  it  lie  horizontally  when  uninfluenced 
by  a  current  in  the  coils,  a  balancing  weight  is  put  on  the 
under  side,  and  it  is  shown  by  the  dotted  lines  in  Fig.  48. 
A  pulley  is  fastened  on  one  of  the  azial  extensions  of  the 
armature,  and  another  pulley,  one-fifth  of  the  diameter  of 
the  first,  is  placed  in  line  with  it  on  the  standard  carrying 
the  graduated  scale  shown  in  Fig.  47.    This  second  pulley 


has  an  index  pointer  fastened  to  its  axis.  By  reason  of  the 
cord  which  connects  the  peripheries  of  these  two  pulleys 
the  movement  of  the  second  is  over  an  arc  five  times  as 
long  as  the  first.  This  construction  is  not  above  doubt  as 
to  the  correctness  of  its  readings.  One  advantage  it  has, 
however,  is  the  almost  immediate  coming  to  rest  of  the 
pointer.  The  wire  convolutions  are  formed  into  two  cir- 
cuits. One,  having  four  convolutions  of  very  thick  wire, 
serves  for  the  measurement  of  strong  currents ;  and  the 
other,  having  a  great  number  of  convolutions  of  fine  wire, 
serves  for  the  measurement  of  weak  currents.     The  galva- 
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nometer  constructed  by  Ayrton  &  Perry  {Fig.  49)  is  a  more 
convenient  instrument.  In  this  a  very  light  needle  swings 
in  a  very  strong  magnetic  field. 

The  needle  is  so  carefully  balanced  that  the  readings 
are  correct  under  any  position  of  the  instrument.     The 
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deflections  of  the  needle  are  directly  proportional  to  the 
strength  of  the  current.  This  perfection  is  attained  by 
appropriate  arrangement  of  the  convolutions  of  the  wire  of 
the  coils.  The  circuit  is  made  up  of  ten  divisions  of  equal 
resistances.  The  ten  divisions  may  be,  by  the  commutator 
at  the  top  and  back  of  Fig.  49,  connected  in  parallel  arc,  or 
in  series,  by  a  simple  movement.  In  the  former  case  a  cur- 
rent of  10  amperes  causes  a  deflection  of  the  needle  of  5  de- 
grees ;  while  in  the  latter  case  a  current  of  1  ampere  causes 
a  like  deflection.  The  divisions  of  the  scale  are  as  high  as 
45""  each  side  of  zero,  so  that  current  strengths  as  high  as 
90  amperes  can  be  measured.  Each  instrument  has  with  it 
an  artificial  resistance  of  one  ohm,  to  be  used  for  purposes 
of  calibration  and  adjustment.  A  yoke-like  armature  is 
put  over  the  poles  of  the  magnet  when  the  instrument  is 
not  in  use,  in  order  to  preserve  its  magnetism  as  much  as 
possible. 

The  instruments  we  have  described  are  used  for  measur- 
ing current  strengths,  and  for  that  purpose  their  coils  are 
put  into  the  main  circuit.  On  this  account  the  convolu- 
tions are  few  and  are  of  thick  wire,  so  that  their  resist- 
ances are  of  no  comparative  account.  Often  the  divisions 
of  the  scale  are  marked  with  their  values  in  amperes.  In 
order  to  measure  tension,  volts,  these  instnunents  must  be 
modified.  The  plan  followed  is  in  obedience  to  Ohm's 
law,  E  =  RxC.  Provision  is  made  so  that  R  can  be  con- 
stant, and  then  the  tension  E  is  proportional  to  the  strength 
of  the  current  C,  measured  by  the  instnunent.  Such  in- 
struments are  called  Voltmeters.  They  have  very  many 
convolutions  of  fine  wire  in  each  coil,  and  with  great  elec- 
trical resistance  (100  to  2000  ohms). 

[They  are  not  put  into  the  main  circuit,  but  their  bind- 
ing-posts are  connected  with  the  two  points  between  which 
the  difference  of  potential,  or  tension,  is  to  be  determined. 
The  difference  of  potential  between  the  two  points  is  what 
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determines  the  flow  of  current  between  the  two  points  in 
the  two  circuitB  so  provided,  and  the  strength  of  current  in 
each  is  in  inverse  proportion  to  its  resistance.  —  K.] 

This  measurement  is  not  absolutely  correct,  because  it  is 
based  upon  the  assumption  that  the  resistance  between  the 
two  points  in  the  main  circuit  relatively  disappears. 


[Of  course  the  measurement  is  more  nearly  correct,  the 
peater  the  difEerence  between  the  resistances  of  the  circuits 
'^tween  the  two  points.  Ayrton  &  Perry  have  also  made  a 
K^lvanometer  to  avoid  the  frequent  calibrations  which  are 
''scessary  with  those  having  permanent  magnets  which 
'8ry  in  magnetic  strength.  This  one,  illustrated  in  Fig. 
W.hae  the  directive  force  of  its  needle  determined  by  a 
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spiral  hair-spring  located  around  the  pivoting  axis  of  the 
needle.  By  means  of  a  button  the  tension  of  the  spring 
may  be  adjusted  so  that  the  needle  will  not  be  deflected 
from  zero  until  the  deflecting  force  of  the  current  has 
reached  a  predetermined  value.  So  when  the  needle  is 
slightly  deflected  that  value  is  indicated.  — K.] 


33.    Siemens    a.nd    !FIa.lml{:e*i3    rTorsion 
Oalvanometei*,    For  exact  measurements  of  differ- 
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^nces  of  tension,  this  galvanometer  is  now  almost  exclu- 
sively used  in  Germany.  It  is  illustrated  in  Fig.  61.  The 
instrument  contains  a  so-called  bell-magnet,  which  is  sus- 
pended from  the  cover  by  an  unspun  silk  fibre  and  a  fine 
spiral  spring.  The  pointers  play  imder  the  engraved  scale 
on  the  glass-top  cover  of  the  instrument.  The  torsion  angle 
is  measured  as  in  the  case  of  the  electro-dynamometer 
-described  in  Section  21.  Over  each  pole  of  the  magnet  is  a 
coil  of  about  50  ohms  resistance.  Under  the  instrument,  at 
the  base-plate,  is  placed  an  artificial  resistance  of  about  900 
ohms,  which  may  be  short-circuited  by  a  plug.  Without 
the  artificial  resistance  in  circuit,  tensions  varying  from 
0.01  to  1  volt  can  be  measured  by  the  instrument.  By 
removing  the  plug,  the  resistance  of  900  ohms  is  introduced 
into  the  circuit,  so  that  the  sensitiveness  of  the  instrument 
becomes  only  one-tenth  of  that  before,  and  tensions  up  to 
10  volts  may  be  then  measured.  For  still  greater  potentials 
the  sensitiveness  must  be  still  decreased.  In  order  to  meas- 
ure a  potential  of  100  volts,  a  resistance  of  9900  ohms  must 
be  introduced. 


24z.  Edison's  Xleg-istering-  JLpparatixs. 

This  must  be  considered  under  the  measuring  instruments. 
It  is  extensively  used  in  his  lighting  system.  It  measures 
the  amount  of  electricity  flowing  through  the  circuit  during 
any  desired  length  of  time.  It  is  based  on  Faraday's  law  of 
electrolysis,  stated  as  follows :  When  an  electric  current 
traverses  a  solution,  which  is  an  electrolyte,  of  a  salt  of  a 
metal,  the  solution  is  decomposed,  and  the  quantity  of 
metal  deposited  on  the  negative  electrode  of  the  vessel  con- 
taining the  solution  is  proportional  to  the  strength  of  the 
current,  and  also  is  proportional  to  the  atomic  weight  of  the 
metal.  For  the  salt  in  the  solution,  Edison  formerly  em- 
ployed copper  sulphate ;  but  latterly  he  uses  zinc  sulphate. 
See  Fig.  52. 
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[On  account  of  the  less  degree  of  polarization  of  the  lat- 
ter solution.— K.] 

The  apparatus  has  two  electrolytic  or  decompoBition 
cells,  of  different  resistances.  The  electrodes  are  zinc 
plates,  which  can  be  easily  removed  for  exchange.  Such 
an  apparatus  is  put  into  a  branch-circuit,  and  the  resist- 
ances of  the  two  circuits  so  provided  between  the  points  of 
connection  are  so  arranged  relative  to  each  other  that  one 
per  centum  of  the  total  current  flows  through  the  instru- 
P__^  ^  ment.       While    current 

flows,  the  positive  plate 
becomes  continually 
lighter,  and  the  negative 
heavier,  and  both  in 
exact  proportion  to  the 
strength  of  the  current 
and  the  atomic  electric 
equivalent  of  zinc.  The 
plates  are  removed  from 
time  to  time  and  accu- 
rately weighed,  so  that 
information  is  gained  as 
to  the  exact  increase  and 
decrease  in  weight,  and 
consequently  of  the 
quantity  of  electricity 
which  has  passed 
throi^h  the  apparatus 
^-™, . ^.j™-.-, .,r^ „......,.  between    the    times    of 

weigliing.  We  will  give  this  apparatus  a  more  extended 
description  when  we  consider  Edison's  system  of  illumi- 
nation. 

[Edison  has  also  made  an  automatically -registering 
measurement  api)aratus,  or  meter,  which  is  shown  in 
Fig.  53.     Two  cells  are  provided,  which  contain  each  an 
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electrolytic  solution,  a  stationary  electrode  of  the  metal  to 
be  electrolyzed,  and  two  other  electrodes,  which  are  mova- 
ble up  and  down  by  the  oscillations  of  the  balance-arm  to 


which  they  are  attached.  The  electric  connections  are  so 
made  that  whichever  arm  of  the  balance  is  uppermost,  that 
electrode  attached  to  it  is  a  cathode  and  receives  a  deposit 
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of  metal,  while  the  depresBed  arm  of  the  balance  carries  an 
electrode  which  is  the  anode  of  its  cell,  and  is  losing  metaL 
When  the  electrodes  have  received  and  lost  enough  metfd, 
respectively,  the  heavy  one  tips  the  balance  and  in  so  doing 
switches  the  current,  so  that  the  one  which  was  the  anode 
becomes  the  cathode,  and  vice  versa;  the  operation  is 
repeated  at  intervals  as  long  as  current  flows.  The  several 
tips  are  registered  by  movement  of  the  pointers  on  the  dial- 
plates.  A  certain  number  of  tips  has  a  predetermined  value 
in  amperes,  or  other  units.— K.] 

SS.  Tlie  Electric  lZ>ynaiiioiiietei*.    This 

instrument,  which  is  constructed  by  Ayrton  &  Perry, 
shown  in  Figs.  51  and  55,  is  somewhat  like  the  electro- 


dynamometer  described  in  Section  31,  inasmuch  as  two  coil^ 
are  used,  one  stationary  and  the  other  movable,  but  the 
connections  are  different.  The  stationary  coil  B  has  but 
few  convolutions  of  coarse  wire,  while  the  movable  coil  C 
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is  formed  of  a  great  number  of  convolutions  of  fine  wire. 
The  stationary  coil  is  inserted  in  the  main  circuit,  for 
instance,  of  an  electric  lamp ;  the  other  coil  is  connected 
with  the  two  binding-posts  of  the  lamp,  so  forming  a 
derived  circuit  around  the  light.  The  force  with  which  the 
movable  coil  is  deflected  is  proportional  to  the  product  of 
the  strength  of  current  flowing  in  both  coils. 

The  resistance  of  the  fine  wire  coil  may  be  100  ohms,  or 
multiples  thereof.  As  we  have  seen  in  Section  30,  the  cur- 
rent in  the  fine  wire  coil  is  proportional  to  the  potential  E 


ram  ^ .A^rtm,  b- Ptrr^'l  EUarUal  D^namomilcr. 


at  the  binding-posts  of  the  lamp.  Nearly  the  entire  current 
C  traverses  the  coarse  wire  coils.  Therefore,  as  we  have 
Wen  in  Section  ao  that   the  electrical  energy  is  E  x  C, 

fw  horse-power  =  — i !i     ' — ^ — -  Germany  [or 

■jgg-  United  States. — K.] 

In  order  to  adapt  the  instrument  to  use  under  varying 
''•Kiunstances,  it  is  provided  with  a  commutator,  as  are  the 
Kalvattometers  made  by  the  same  people,  shown  in  Sec- 
tion 82. 

The  coarse  wire  is  divided  into  ten  equal  parts,  and  by 
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the  commutator  these  parts  may  be  placed  either  in  series, 
or  in  multiple  arc. 

20m  l>Xea.siu*emeiit  of* ILiigclit.  It  is  as  neces- 
sary to  measure  the  quantity  of  light  given  by  an  electric 
current  as  to  determine  the  power  expended  and  its  return 
of  electrical  energy.  Measurements  of  light  are  much  more 
difficult  to  make,  on  account  of  the  diflSculty  attending  the 
several  standard  light  units  and  systems  of  measurement. 
The  Electrical  Congress  of  Paris  did  not  adopt  any  unit  of 
measurement  of  light. 

In  all  such  measurements,  distinction  must  be  made 
between  the  strength  or  quantity  of  the  emitted  light,  and 
its  quality  or  brilliancy.  All  light  measurements  have 
heretofore  been  made  by  comparing  two  lights  of  different 
strengths  or  quantity.  It  is  stated  that  two  different  lights, 
for  example  those  from  gas  and  petroleum,  emit  the  same 
amount  of  light  when  they  illuminate  the  same  area  to  the 
same  degree,  at  equal  distances.  As  the  degree  of  illumi- 
nation of  an  area  by  a  light  emitted  from  a  point  decreases 
in  the  proportion  of  the  square  of  the  distance  between  the 
point  and  area,  it  follows  that  in  order  to  illuminate  the 
area  to  a  degree  due  to  a  distance  of  1,  the  light  must  be 
increased  in  quantity  in  the  proportion  of  the  square  of  the 
distance  to  which  the  area  may  be  moved  from  the  point  of 
light. 

In  general  terms,  therefore,  it  may  be  said  that  the 
strengths  or  quantities  of  light  from  two  different  sources 
which  illuminate  a  given  area  to  the  same  degree,  are  to 
each  other  as  the  squares  of  their  distances  from  the  illumi' 
nated  areas.  The  various  arrangements  for  comparing  two 
sources  of  light  are  called  photometers,  and  are  based  upon 
the  principle  just  stated. 

Electricians  differ  upon  the  units  of  measurement  in 
photometry.    In  France,  the  unit  of  strength  of  light  is  a 
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Carcel  (Moderateur)  lamp,  largest  size,  30  millimetres  width 
of  wick,  which  bums  42  grammes  of  Colza  oil  per  hour. 
This  quantity  of  light  is  called  a  Bee  Carcel.  The  light  of  a 
gas  flame  consuming  140  litres  of  gas  per  hour  is  also  used 
as  a  unit.  In  comparison,  the  latter  is  to  the  former  1  Bee 
de  gaz  =  1.1  Bee  Carcel.  In  England  the  so-called  Parlia- 
ment candle  (London  standard  spermaceti  candle)  is  used. 
It  should  bum  with  a  height  of  flame  of  45  millimetres,  and 
consume  7.77  grammes  of  spermaceti  per  hour. 

In  Gtermany,  the  Society  of  German  Gas  and  Water 
Specialists  has  adopted  as  a  unit  a  standard  paraffine  can- 
dle of  20  millimetres  diameter,  and  of  exact  construction  of 
wick.  This  is  made  up  of  24  cotton  threads,  and  when  dry 
weighs  0.668  grammes  per  metre.  Six  of  these  candles 
weigh  500  grammes,  and  each  gives  a  flame  50  millimetres 
high.  But  this  standard  is  generally  disregarded ;  and 
most  of  the  cities,  in  making  contracts  with  the  gas  compa- 
nies, have  adopted  special  standards.  Furthermore,  these 
standard  candles  are  only  manufactured  to  order,  and  the 
long  flame  (50  mm.)  is  very  unsteady. 

The  flame  of  the  Munich  standard  stearin  candle  con- 
sumes 10.2  to  10.6  grammes  of  stearin  per  hour.  The  candle 
is  made  from  stearin  having  76  to  76.6  per  cent,  of  car- 
bon. The  normal  height  of  flame  for  a  consumption  of  10.4 
grammes  of  stearin  per  hour  is  52  millimetres. 

Comparative  measurements  give  the  following  table  : 


Bbc  Cabcei.. 

Standard 
Spebm  Cakole. 

Oerman  Stan- 
dard i'ANDLE. 

Munich  Candle. 

1. 

0.134 
0.133 
0.148 

7.435 
1. 

0.977 
1.102 

7.607 
1,023 
1. 
1.128 

6.743 
0.907 
0.887 
1. 
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The  various  standard  candles  vary  among  themselves. 
Louis  Schwendler  says,  *'a  candle,  of  whatever  material  it 
may  be  made,  and  whatever  its  size  may  be,  will  always  be 
dependent  on  the  composition  of  a  compound  body,  the  ex- 
act reproduction  of  which  is  always  attended  by  great  diffi- 
culty. The  carcel  burner  is  subject  to  the  same  troubles. 
And  further,  the  quantity  of  light  which  these  units  pro- 
duce is  dependent  in  a  great  degree  upon  exterior  influ- 
ences which  do  not  readily  admit  of  control  or  measure- 
ment, and  which  therefore  cause  variations  in  the  unit- 
light  for  which  no  corrections  can  be  made.  For  instance, 
the  rate  and  regularity  with  which  a  candle  bums,  and  the 
quantity  of  light  which  it  emits,  depends  not  only  upon  the 
material  but  also  upon  the  rapidity  and  regularity  of  the 
admission  of  oxygen.  In  a  closed  space,  like  the  housing 
of  a  photometer,  if  the  admission  of  fresh  air  is  not  reg- 
ular the  same  candle  will  emit  quantities  of  light  vary- 
ing 50  per  cent,  at  different  times.  Another  difficulty  is 
the  constant  change  in  the  length  of  wick,  flame,  and  can- 
dle itself,  so  that  the  light  changes  its  position  in  the  pho- 
tometer, and  in  so  doing  alters  its  quantitative  effect  on 
a  given  point." 

In  order  to  overcome  these  difficulties  Schwendler  in- 
vented a  new  unit,  which  he  produced  by  the  heating  effect 
of  a  constant  electric  current  on  a  platinum  wire  of  a  given 
length,  diameter  and  weight.  As  the  application  of  this 
unit  to  technical  purposes  has  not  come  to  our  knowledge, 
we  will  not  enter  into  a  detailed  description  of  it  and  its 
use.  It  is  greatly  to  be  regretted  that  we  have  not  an 
easily  prepared  and  uniform  unit  of  light.  The  want  of  it 
is  often  the  cause  of  disputes,  and  misjudgments  have  often 
been  made  on  that  account. 

Comparisons  of  lights  of  about  equal  intensity  are 
usually  made  with  a  Bunsen  photometer  (Fig.  66).  Its  main 
part  is  a  piece  of  white  paper  stretched  on  a  rectangular 
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frame.    At  its  centre  a  drop  of  melted  paraffine  is  placed, 
as  at  m.    If  we  put  a  light  on  each  side  of  this  paper  the 
spot  of  parafilne  will  appear 
translucent  as  long  as  one 
side    is    illuminated    to    a 
higher  degree  than  the  other. 
But  if  we  move  the  lights  or 
the  paper  till  both  sides  are 
equally      illuminated,     the 
translucency  disappears  and 
the  spot  becomes  invisible. 
Two  mirrors,  M  N  M'  N',  are 
set  up  as  shown  in  the  fig- 
ure, so  that  the  mirror  reflections  of  the  paraffine  spot  may 
be  seen  on  both  sides  of  the  paper  by  an  observer  standing 
in  the  plane  of  the  paper.    The  light  intensities  are  to  each 
other  as  the  squares  of  their  respective  distances  from  the 
paper  A  B  are  to  each  other.    These  distances  are  correct 
when  the  spot  is  invisible  by  reason  of  the  equal  illumina- 
tions of  both  sides  of  the  paper. 

The  form  of  photometer  adopted  by  Edison  is  thus  de- 
scribed. The  photometer  is  set  on  a  small  carriage  which 
runs  on  a  track,  or  rail,  on  which  small  equal  linear  me^- 
urements  are  marked.  The  carriage  carries  a  pointer 
which  points  to  these  divisions,  so  that  the  distances  may 
be  readily  taken.  The  two  light  sources  are  placed  one  at 
each  end  of  the  rail ;  say  an  electric  incandescent  lamp  at 
one  end,  and  the  selected  unit  of  light  at  the  other  end. 
This  is  either  one  or  two  normal  candles,  or  a  regulated 
gas-jet.  The  entire  arrangement  is  inclosed  in  a  large 
blackened  box,  or  in  a  dark  room.  The  divisions  on  the 
scale  are  so  numbered  that  the  relative  intensities  of  the 
two  lights  are  read  at  once  at  the  division  under  the  pointer 
on  the  carriage,  when  that  has  been  placed  so  that  the 
paraffine  spot  is  invisible. 
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If  arc  lighte  are  to  be  measured  by  this  method  it  is 
necessary  to  have  a  room  of  at  least  20  to  30  meters  in 
length,  on  account  of  the  intensity  of  such  a  light  requir- 
ing its  removal  to  a  comparatively  great  distance  from  the 
photometer.  As  such  long  rooms  are  not  always  conven- 
iently at  command,  Messrs.  Ayrton  &  Ferry  have  invented 
an  instrument  which  they  call  a  Distributing  Photometer, 
which  is  based  on  the  Rumford  photometer.  The  principle 
is  illustrated  by  placing  lights  to  be  compared  so  that  both 


Ajirlen  A*  Ptrryi  Ditlribulimt  Pktitmtttr. 


cast  etjually  intense  shadows  of  a  bar  on  a  wliite  wall.  The 
intensities  of  the  lights  are  then  to  each  other  as  the 
squares  of  the  distances  of  the  respective  lights  from  the 
bar  which  casts  the  shadows.  In  the  distributing  photom- 
eter the  rays  of  light  from  the  electric  lamp  E  do  not  fall 
directly  on  the  receiver  8  (Fig.  57),  but  first  pass  a  concave 
lens  L,  which  distributes  them  over  a  much  greater  area,  so 
that  they  throw  a  much  less  intense  shadow  of  the  bar  B 
on  the  receiver.  The  shadow  so  thrown  is  compared  with 
that  thrown  by  the  normal  caudle  flame  C.     The  candle  is 
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placed  in  the  position  from  which  the  resultant  shadow 
equals  the  other  shadow  in  intensity.  From  simple  optical 
laws  the  intensity  of  the  light  E  is  thus  stated  :  — 


CS 


As  it  is  very  important  in  electric  light  determinations 
to  make  measurements  of  the  light  at  various  angles,  the 
mirror  M  is  provided,  so  that  the  rays  may  be  reflected  to 
the  lens  from  the  mirror.  By  means  of  the  graduated  disk 
D  the  mirror  M  can  be  rotated  so  as  to  reflect  the  rays  pro- 
ceeding from  the  lamp  when  placed  in  varied  positions. 
The  angle  of  reflection  may  be  read  from  the  graduations 
under  the  pointer  shown  at  the  disk  D. 

[The  loss  of  light  by  absorption  at  the  mirror  and  lens 
affects  the  reliability  of  this  photometer.  But  possibly  cor- 
rections may  be  provided.  —  K.] 

f^T'm  Division  of  tlie  Cixi^i^ent.  This  sub- 
ject is  of  importance  in  considering  the  construction  of  the 
latest  light  regulators.  If,  as  in  Fig.  58,  from  any  source  of 
current,  B,  the  circuit,  8,  be 
run,  at  the  point,  a,  be  di- 
vided into  two,  8^  and  82,  and 
joined  at  6,  the  current  which 
passes  in  the  circuit  will  be 

divided    between    the    two  ^^  -.  3 

branches  in  inverse  propor- 
tion to  the  electrical  resist- 
ances of  these  two  branches.  ^,^,,,^^  ^^  ^^^^^^,, 

If  the  resistances  of  the 
two  branches  are  the  same ;  for  example,  if  the  wires  are 
of  the  same  diameter  and  length,  the  current  will  be  equally 
divided  between  them.    If,  on  the  contrary,  the  resistances 
are  unequal,  the  strength  of  current  is  smaller  in  that 
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branch  in  which  the  resistance  is  greater,  but  always  the 
sum  of  the  branched  currents  is  equal  to  the  total  current 
passing  in  S. 

If  the  resistances  in  the  two  branches  of  Fig.  58  are 
stated  as  equal  to  Wi  and  w^,  and  the  strength  of  current 
in  them  respectively  equal  to  5,  and  5„  then 

Si  :  S2  =  Wi  :  w^  and 
8^+82=  S. 
Therefore  it  follows  that 

8.  =  8 r >  aJid 

*  w^  +  w^ 

*  Wj  +  w^ 

The  total  resistance,  then,  of  both  branches  is  equal  to 

If  the  resistance  of  8^  is  very  small  in  proportion  to  the 
resistance  of  «i,  as,  for  example,  if  the  wire  of  the  circuit  «, 
consists  of  a  few  convolutions  of  a  large  wire,  and  that  of 
5i  of  many  convolutions  of  a  thin  wire,  the  current  in  S  is 
divided  into  two  unequal  parts  at  a,  the  larger  portion  of 
which  flows  through  the  short  spiral  of  large  wire,  and  the 
other  has  very  little  current.  If  an  electric  lamp  having  a 
light  arc  is  introduced  into  the  branch  ^j,  a  large  resistance 
to  the  passage  of  the  current  ensues,  the  size  of  which  va- 
ries with  the  length  of  the  arc.  When  the  resistance  of  the 
light  circuit  increases,  the  current  decreases  in  that  circuit, 
and  increases  in  the  other  branch  circuit. 

To  this  statement  of  the  principles  governing  the  division 
of  currents  in  electric  lighting,  we  will  add  Ohm's  law,  as 
stated  by  KircholBf.    Given  any  desired  circuit  system,  for 
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example  that  shown  in  Fig.  58,  the  several  divisions  may  be 
resolved  into  individual  circuits  for  consideration,  such  as 
B  a  s^  b  By  —  B  as^h  By  —  as^h  s^a.  For  each  of  these 
circuits.  Ohm's  law  applies  as  follows :  The  electromotive 
force,  t.  e.y  tension  of  the  current  source,  is  equal  to  the 
sum  of  the  product  of  the  current  strength  and  resistance 
of  the  several  parts  of  the  total  circuit.  The  product  of  the 
current  strength  and  resistance  of  each  part  is  to  be  regard- 
ed as  positive  or  negative  (a  plus,  or  minus,  quantity), 
according  to  the  direction  of  the  current  in  that  part.  From 
our  figure  we  obtain  three  equations,  B  being  the  electro- 
motive force  of  the  battery,  W  the  resistance  of  the  main 
circuit  a  6,  and  8  the  current  strength  : 

5  =  S  TT  +  s^w^ , 
O  =  s^Wi-—  S2W2 . 

The  last  equation  refers  to  the  circuit  a  s^b  S2  a,  which 
as  a  circuit  complete  in  itself  contains  no  source  of  elec- 
tricity and  no  electromotive  force.  If  any  current  flowed 
in  this  circuit,  its  direction  would  be  continually  changed, 
and  therefore  be  negative  so  far  as  affecting  the  current  or 
electromotive  force  of  the  battery  B. 

By  the  aid  of  equations  like  these,  all  problems  relating 
to  divided  circuits  and  currents,  and  the  several  tensions 
and  resistances  of  the  parts  can  be  determined. 

[It  is  well  to  express  the  equations  given  in  this  Section 
in  the  English  symbols  usual  in  expressing  Ohm's  law,  viz. : 
E  =  CR,  or  for  sub-sources  and  circuits,  e  =  cr. 

Then  the  equations  are  in  their  order : 
and  ^1+^8  =  C. 
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Therefore  it  follows  that 
and  c^  =  C 


The  total  resistance,  then,  of  both  branches  is  equal  to 

The  last  series  of  equations  are  then  : 

E  =  C  E  +  CiTj , 
E  =z  C  R  -^  c^r^ , 
0  =  c^Vi  —  c^r^.       — K.] 


PART   III. 


I- 1  I 


MAGNETO-ELECTRIC   MACHINES. 

SS.  rriie  3V£agneto-electi-ic  ]\la,chines 
of  Plxii,  Saxton  &  Olarlxe.  The  first  person 
who  put  the  principles  considered  in  Part  I  into  practice 
"was  probably  Pixii.      As  ^^  ^ 

early  as  1832,  he  construct- 
ed the  magneto-electric 
machine  shown  in  Fig.  59. 

The  crank  is  used   to 
impart  motion  to  the  mag- 
net fastened  to  the  top  of 
the     upright     shaft,     by 
means  of   the  bevel-gear 
wheels,   in  obvious  man- 
ner.    The  changes  of  mag- 
netism thereby  produced 
in  the  core  of  the  electro- 
magnet induce  currents  in 
the    wire    coils     thereof,  M.^ 
which  are   conducted    to  -^ 
the  external  arc  of  the  cir-  ^^^ 
cmt  by  the  wires  shown  "  ~7 

alongside  of  the  standards 

of  the  frame.  These  currents  have  alternate,  or  to  and  fro, 
directions.  But  in  the  majority  of  cases  it  is  desirable  to 
have  them  flow  in  the  external  arc  of  the  circuit  in  one 
direction.  To  effect  this,  an  instrument  called  a  Commuta- 
tor, or  Current-changer,  is  used. 
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Commutator. 


Commutators  dilBfer  in  construction,  according  to  the 
number  of  current-changes  due  to  each  rotation.    The  siin-# 
plest  form  is  that  for  machines  which  make  but  two  changes 
in  direction  of  currents  for  each  rotation,  as  is  the  case  with 
Pixii's  machine. 

Fig.  60  is  a  diagram  which  shows  the  electrical  construc- 
tion of  the  Commutator.    Two  half -cylinders  A  B  are  placed 

opposite  to  each  other,  and  are  kept 
separate  by  a  piece  of  ivory,  hard- 
irubber,  F  G,  or  other  insulating  mate- 
rial. This  arrangement  is  fastened  to 
the  shaft  of  the  machine,  so  as  to  ro- 
tate with  it.  Springs  C  and  D  press 
upon  the  cylinder,  and  are  fastened  in 
such  a  position  that  the  insulating 
piece  F  G  comes  under  the  springs  at 
.  the  moment  of  change  in  direction  of 
the  current.  If  one  end  of  the  wire  of 
the  armature  coil  be  connected  with  A  and  the  other  with 
B,  current  will  flow  out  of  it  through  C  H  J  and  D  info  B, 
until  such  time  as  B  comes  to  C,  when  the  current  having 
changed  direction,  flows  out  of  B  through  the  same  course 
into  A.  So  C  becomes  continually  the  positive  and  D  the 
negative  pole  of  the  machine,  analogous  to  like  poles  of  a 
galvanic  battery. 

[As  Pixii  rotated  the  magnet  and  the  commutator  to- 
gether, while  the  armature  coil  was  at  rest,  the  maimer  of 
utilizing  the  commutator  is  somewhat  more  complicated 
than  if  the  coil  and  commutator  were  rotated.  It-will  be 
noticed  that  four  springs  are  used,  and  the  commutator  is 
made  so  that  the  two  springs  directly  connected  with  the 
coils  bear  continually  each  upon  one-half,  while  the  two 
springs  connected  with  the  external  portion  of  the  circuit 
bear  alternately  upon  the  halves.  In  apparatus  in  which 
the  induction-coil  is  rotated,  each  end  of  the  wire  may  be 
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connected  directly  with  its  appropriate  half  of  the  commu- 
tator.   See  Figs.  59  to  64.— K.] 

As  at  the  point  of  change  of  direction  of  current  a  break 
in  the  circuit  takes  place,  more  or  less  intense  electric 
sparks  appear,  according  to  the  strength  of  current,  which 
melts  the  metal  of  the  commutators  and  hruahes,  so  that 
they  wear  away  very  rapidly  ;  so  much  so  that  these  ma- 
chines could  not  be  utilized  in  industries. 

[It  seems,  in  the  light  of  more  recent  experience,  that 
the  escessive  wear  at  the  commutator  is  due  to  the  want  of 
sufficient  knowledge  of  the  best  construction  and  materials 


'l  Magnctf-t/tctri 


Cor  commutator  and  springs,  and  that  more  sparks  came 
from  imperfect  contact  than  from  any  other  practical 
difficulty.  Machines  for  alternate  currents  do  not  need  a 
commutator.  If  the  coil  is  fixed,  the  currents  are  taken 
direct.     If  the  coil  is  moved,  the  currents  are  taken  off  by 
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Bprings  pressing  upon  two  cylinders,  which  are  each  con- 
nected with  its  respective  end  of  the  wire. — K.] 

The  next  step  was  made  hy  Sazton  and  by  Clarke,  each 
of  whom  rotated  the  armature  instead  of  the  magnet. 
8axton  gave  them  a  horizontal  position.  Clarke  rotated 
the  inductor  at  the  side  of  the  magnet,  which  had  a  vertical 
position. 

[Modified  forms  of  Pizii's  and  Clarke's  machines  are 
still  used  for  medical  purposes,  both  for  currents  of  one,  or 
for  alternate,  direction.  Figures  63  and  63  show  commuta- 
tors for  Pizii's  and  for  Clarke's  machines. 


ilaUrfir  Clari^t  Mmtklmt. 


A  is  the  shaft,  C  the  halves  of  the  commutator,  B  the 
body,  which  must  be  of  some  insulating  material,  such  as 
wood,  ivory,  or  hard-rubber.  D  D  the  springs  or  wires  con- 
nected with  the  ends  of  the  coils,  and  E  E  the  springs  which 
are  connected  with  the  external  arc  of  the  circuit. — K.] 

SO.  St(>lii*ei-'N  >laj»-n<'to-eleeti*ic  Ala- 
chiiie.  Stohrer,  of  Leipzig,  seems  to  have  been  the  first 
to  construct  a  large  magneto-machine  for  electric  light,  by 
multiplying  the  number  of  both  the  magnet  poles  and  coils. 
Fig.  04  represents  Stohrer's  machine  with  three  magnets, 
having  six  poles  at  equal  distances  from  each  other  in  a  cir- 
cle, and  over  these  poles  sis  electro-magnet  coils  forming 
the  armature.    The  cores  of  these  coils  are  fastened  to  an 
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iron  disk  common  to  all,  and  that  to  the  upright  shaft  which 
is  made  to  rotate  rapidly  by  means  of  the  pulleys  and  belt. 

The  conTolutioDS  of  each  coil  are  so  arranged  that  the 
currents  generated  by  apprvach  in  each  case  are  in  common 
direction,  and  so  eiIbo  that  the  currents  generated  by 
recedence  are  in  reverse  common  direction.  The  machine, 
therefore,  yields  with  every  rotation  siz  currents  in  each 
direction.  Each  one  of  these  consist  of  six  elementary  cur- 
rents generated  in  the  coils  simultaneously,  and  which,  on 
account  of  like  direction,  unite  to  form  one  strong  current. 


The  commutator  ab,  c  d,  is  placed  on  the  axis  above  the 
iron  plate,  and  the  metal  springs  bearing  upon  it  are  held 
upon  a  block  of  insulating  material.  Wires  connect  the 
springs  with  the  binding-screws  e  f,  which  are  the  positive 
and  n^rative  poles  of  the  machine. 

[Hie  coils  are  all  wound  in  the  same  direction    and 


104  DYNAMO-ELECTRIC     MACHINES. 

mounted  alike,  but  the  beginning  ends  of  the  alternate  coils 
are  connected  with  the  terminating  ends  of  the  intermediate 
ones,  and  have  an  insulated  common  connection  to  the  part 
of  the  commutator  ab;  the  terminating  ends  of  the  alter- 
nate coils  are  connected  with  the  beginning  ends  of  the 
intermediate  ones,  and  have  a  like  connection  with  the  part 
of  the  commutator  c  d.  The  commutator  is  of  the  same 
kind  as  is  shown  in  Fig.  63,  but  is  of  minecessarily  modified 
form. — K.] 

It  is  evident  that  the  strength  of  the  current  generated 
by  the  machine  is  dependent  upon  the  strength  of  the  mag- 
nets, the  distance  from  the  armature-cores  of  the  magnet- 
poles,  the  number  of  convolutions  of  wire  around  the  cores, 
and  upon  the  rapidity  of  rotation. 

30.  Tlie  ln.i*g-e  ^lag-neto-electiric  ]>f!a,- 
oliine  of  tlie  Society-  1'A.lliaiice  a^nd  of 
Holmes.  The  favorable  results  obtained  by  Stohrer 
and  various  English  experimenters,  led  to  further  experi- 
menting in  the  way  of  enlarging  the  size  and  number  of 
parts,  with  the  expectation  of  obtaining  currents  of  such 
strength  and  quantity  as  to  make  it  practicable  to  decom- 
pose water  on  a  large  scale  for  the  production  of  hydrogen 
in  large  quantity.  A  number  of  large  machines  were  pro- 
duced, of  which  those  of  the  Society  1' Alliance  and  of 
Holmes  are  most  known. 

The  Alliance  machine,  which  is  represented  in  Figs.  66 
and  60,  as  it  was  modified  by  Van  Malderen,  was  first  con- 
structed by  Xollet,  professor  of  physics  of  the  war  school  at 
Brussels.  Upon  the  axis  of  the  machine  is  fastened  a  num- 
ber of  brass  disks  at  equal  distances  apart.  Each  one  of 
these  plates  carries  sixteen  electro-magnet  cores  and  coils, 
at  equal  distances  apart,  circumferentially,  and  with  their 
axes  parallel  to  the  axis  of  the  machine.  Eight  bars  are 
fastened  to  the  cast-iron  ends  of  the  machine,  arranged  at 
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equal  distances  apart,  parallel  to  the  axis,  and  at  equal  dis- 
tances therefrom.     To  each  of  these  bars  either  three  or 


five  compound  permanent  magnets  are  fastened,  so  that 
the7  stand  radially,  and  in  such  position  that  the  magnet 
coils  mentioned  rotate  with  their  ends  between  the  poles  of 
the  ma^ets.  The  magnet  poles  are  so  arranged  that  al- 
ways two  unlike-named  poles  are  opposed  to  each  other 
■whether  taken  parallel  with  the  axis  or  in  the  plane  of  rota- 
tion.   As  each  brass  disk  has  IC  electro-magnet  coils,  aud 
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as  each  circular  series  of  magnets  has  16  poles,  all  assume 
the  same  relative  position  at  once. 


y,rliciU  SaliBi  f/AUiantt  MatkiHi 


As  a  rule  one  of  the  machines  has  either  4  or  6  hrass 
disks,  and  tliis  implies  either  04  coils  and  33  magnets,  or  9C 
coils  and  48  magnets.  One  end  of  the  total  length  of  wire 
is  fastened  to  tlie  axis  and  is  thereby  in  electrical  connec- 
tion with  the  iron  frame  of  the  machine.  The  other  end 
terminates  in  a  metallic  ring  placed  in  a  concentric  posi- 
tion around  the  shaft,  but  insulated  therefrom  by  proper 
insulating  material.  A  spring  bearing  upon  this  ring  takes 
the  current  to  the  exterior  arc  of  the  circuit.  At  every 
passage  of  a  wire  spool  past  a  pole  the  current  changes  its 
direction.     Therefore  there  are  10  changes  of  the  current  to 
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each  8i)ool  to  each  rotation^  making  a  total,  at  400  rotations 
I)er  minute,  of  6400  changes — more  than  100  per  second. 
The  machine  is  run  by  an  engine  of  5  horse-power,  and 
with  4  disks  of  coils  gives  an  electric  light  of  150,  and  with 
6  disks  one  of  200  Car  eel  burners  (each  7  normal  paraffine 
candles). 

[A  very  low  duty  compared  with  more  modern  ma- 
chines.—  K.] 

The  first  machines  of  this  kind  had  commutators  to  ob- 
tain currents  in  one  direction,  but  it  was  only  after  Van 
Malderen  abandoned  the  commutator  that  these  machines 
came  to  be  of  practical  value  for  the  production  of  electric 
light.  The  theory,  construction  and  mode  of  action  of 
the  Alliance  machines  have  been  best  treated  by  Le  Roux 
in  papers  which  he  read  before  the  Societe  d'Encourage- 
ment,  etc.  :  — 

"As  the  current  changes  its  direction  more  than  100 
times  a  second,  its  strength  must  sink  to  zero  with  every 
change,  the  arc  of  electric  light,  between  the  two  carbon 
points,  must  be  thereby  interrupted,  and  lose  its  light- 
giving  power  100  times  per  second,  notwithstanding  which 
the  light  appears  to  be  continuous.*  This  is  partially  due 
to  the  fact  that  an  impression  of  light  on  the  retina  contin- 
ues for  a  short  time  after  the  light  is  extinguished,  and 
partially  that  the  real  arc  of  flame  constitutes  only  part  of 
the  light,  the  other  part  being  due  to  the  white  heat  of  the 
carbon  ends  not  ceasing  between  the  interruptions  of  the 
light.  If,  however,  it  be  taken  into  consideration,  on  the 
other  hand,  that  the  tension  of  the  current  is  not  sufficient 
to  enable  it  to  leap  f rcftn  one  carbon  point  to  the  other,  and 
that  the  voltaic  arc  of  flame  can  be  blown  out  and  remain 


*  If  the  cunent  be  iDterrupted  only  -^^  of  a  second  no  diminution  of  the  light 
is  perceptible  ;  bal  Jf  the  interruptioa  exceeds  ^^^  of  a  second  the  light  will  be 
extiogoished. 
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extinguished  until  the  carbon  points  again  touch  each 
other^  it  is  somewhat  astonishing  that  such  a  large  number 
of  interruptions  does  not  extinguish  the  light.  It  is  not  easy 
to  demonstrate  the  facts.  It  is  true  that  the  tension  of  the 
current  is  not  strong  enough  to  enable  the  spark  to  spring 
across  the  space  between  the  cold  carbons ;  but  it  is  proba- 
ble that  when  they  once  become  white-hot  their  immediate 
vicinity  has  more  conducting  power  in  consequence  of  ele- 
vation of  temperature,  and  the  glowing  particles  of  carbon 
travelling  between  the  two  carbon  points  form  a  sort  of 
conducting  bridge  between  them.  As  the  time  of  inter- 
mission is  very  short,  the  layer  of  air  between  the  points 
lacks  time  to  affect  them  in  any  noticeable  way,  and  the 
electric  current  can  proceed  immediately  after  the  inter- 
ruption. And,  furthermore,  with  the  velocity  given,  and 
the  assumption  that  during  the  change  of  current  the  coil 
describes  a  curve  of  one  millimetre,  the  duration  of  the  in- 
terruption is  but  one  ten-thousandth  part  of  a  second." 

Machines  giving  alternating  currents,  as  is  the  case 
with  the  Alliance,  have  this  advantage  over  those  giving 
currents  of  one  direction,  in  the  fact  that  the  carbon  points 
of  the  electric  lamp  burn  more  uniformly,  and  the  light-arc 
remains  in  the  same  place ;  and  in  the  fact  that  the  alter- 
nate currents  passing  through  the  electro-magnet  of  the 
lamp,  continually  change  its  polarity  and  does  not  allow  it 
to  retain  permanent  magnetism,  a  circumstance  of  great 
inflluence  upon  the  working  of  such  regulators. 

[The  former  of  these  supposititious  advantages  is  only 
of  value  with  lamps  in  which  both  carbons  are  moved 
equally  towards  each  other ;  the  lafter  is  not  understood. 
-K.] 

On  the  other  hand  alternate  currents  have  the  disad- 
vantage of  making  the  light-arc  unsteady,  as  it  continually 
moves  around  the  carbon  points,  illuminating  the  field  un- 
equally and  intermittently. 
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The  Alliance  machines  are  in  use  in  the  light-houses  of 
Cape  la  Heve  (near  the  port  of  Havre),  of  Cape  Gris-Nez, 
near  Calais,  of  Cronstadt,  Odessa,  and  other  places.  At 
the  first  place  four  large  machines  are  working,  which 
require  two  engines  of  5  horse-power,  and  are  given  a  ve- 
locity of  400  rotations  a  minute.  The  illuminating  power, 
when  measured  outside  the  lenses  surroimding  the  light,  is 
3500  Carcel  burners,  when  four  disks  of  coils  are  used  in 
each  machine,  and  5000  Carcels  when  6  disks  are  used. 
The  light  can  be  plainly  seen  at  the  distance  of  27  nautical 
miles,  or  50  kilometers. 

These  machines  have  been  used  in  the  production  of 
electric  light  on  board  of  ocean  vessels,  for  night  work  in 
the  building  of  bridges  at  Paris  and  Kehl,  in  the  building 
of  the  new  Louvre,  in  working  on  large  buildings,  on 
wharfs,  and  to  illuminate  tower  clocks.  These  machines 
were  used  in  the  siege  of  Paris  in  1870-71.  On  Mont  Vale- 
rian, as  well  as  on  the  top  of  Mont  Martre  and  other  places, 
large  machines  of  this  kind  were  placed  in  order  to  watch 
the  operations  of  the  enemy  by  aid  of  the  light  produced. 

Notwithstanding  the  fact  that  the  Alliance  machines 
work  quite  well,  require  only  a  small  propelling  power,  and 
the  patents  of  the  company  have  expired,  nobody  but  the 
company  itself  build  the  machines.  It  may  be  because 
later  machines  have  much  greater  advantages.  Their  con- 
struction is  complicated,  and  hence  interruptions  in  work- 
ing are  frequent  on  account  of  disarrangements.  The 
magnets  are  numerous  and  costly,  are  liable  to  deteriorate 
in  attractive  force,  and  thus  lessen  the  capacity  of  the  ma- 
chine. Often  the  coils  are  torn  from  their  places  by  the 
loosening  of  a  single  one,  making  heavy  expense  for  repairs 
and  costly  detentions.  All  these  things  must  be  considered 
in  counting  comparative  cost  of  different  machines. 

While  the  Alliance  machine  was  exclusively  constructed 
in  France,  the  English   physicist   Holmes  constructed  a 
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number  of  large  magneto-electric  machines  on  the  same 
principles  and  for  the  same  purposes.  We  will  only  speak 
of  the  one  to  which  his  last  patent  (June  5, 1869)  refers. 
He  does  not  rotate  the  coils  in  which  the  current  is  gener- 
ated, but  fastens  them,  twenty  in  number,  on  the  circular 
iron  frame  of  the  machine,  and  places  five  V-shaped  electro- 
magnets on  a  brass  disk  which  is  fastened  to  the  axis  of 
rotation.  By  rotation  the  poles  of  the  electro-magnets  are 
carried  past  the  free  ends  of  the  cores  of  the  fixed  coils. 
Part  of  the  current  generated  is  employed  to  magnetize  the 
electro-magnets.  The  number  of  fixed  coils  and  their  con- 
nections are  such  that  several  independent  currents  can  be 
taken  from  the  machine  at  the  same  time  and  used  for 
several  electric  lamps.  This  machine  produces  alternate 
currents  and  requires  a  commutator  to  turn  them  in  one 
direction. 
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31.  The  Siemens'  A^niiatixre.  [The  ro- 
tating electro-magnets  of  magneto-electric  and  dynamo- 
electric  machines  have  received  the  technical  name  of 
Armatures.  Dr.  Schellen  calls  them  Inductors.  As  con- 
fusion is  likely  to  arise  from  the  use  of  that  name  in  the 
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consideration  of  machineB  hereinafter,  we  shall  substitute 
the  accepted  term  of  Armature. — K.] 

A  great  step  was  taken  in  the  conBtruction  of  magneto- 
electric  machines  hj  Dr.  W.  Siemens  of  Berlin,  in  1857. 
He  gave  to  the  armature  a  form  and  position  between  the 
poles  of  the  fixed  magnets,  which  increased  the  inductive 
e£Eect  of  the  magnets,  and  shortened  the  interruptions  to  a 
marked  degree. 

In  its  simplest  form  this  armature  consists  of  a  cylinder 
of  iron  E,  F  and  G  (Figs.  67  and  68),  which  has  had  grooves 
cut  upon  opposite  sides,  each  of  a  depth  of  {  and  a  width  of 
}  of  its  diameter,  making  its  cross-section  something  the 
shape  of  a  letter  H  (Fig.  68). 

The  groove  is  filled  by  winding  insulated  copper  wire 
longitudinally  in  it.  One  end  of  this  wire  is  fastened  to  the 
axis  y,  and  the  other  is  carried  to  a  copper  ring  x  placed 
concentrically  over  the  axis,  but  insulated  from  it  by  an 


inner  ring  of  insulating  material.  [The  groove  is  extended 
across  the  ends  of  the  bar,  so  that  the  two  sides  project 
sufficiently  for  fastening  them  endwise  to  the  faces  of  two 
disks  of  brass  H  H,  or  other  non-magnetic  metal.  These 
disks  have  axial  extensions  to  nm  in  bearings,  and  to 
receive  the  pulley  K  and  the  ring  x,  or  a  commutator  L  L', 
if  the  currents  are  to  be  turned  in  one  direction. — K.] 

Figs.  69  and  70  show  the  position  which  the  armature  E 
has  between  the  poles  of  the  permanent  magnets,  and  the 
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manner  in  which  motion  is  imparted.  The  permanent  magr- 
nets  are  placed  with  like  poles  on  the  same  side,  and  are 
fastened  so  as  to  remain  parallel  with  spaces  between  them. 
The  poles  have  a  groove  m  m,  within  which  the  armature 
freely  rotates,  the  faces  of  the  grooves  being  concentric  with 
the  circle  described  by  the  armature. 

The  magnets  may  be  either  bars  with  the  cross-bar  n 
(Fig.  69),  or  have  the  shape  of  an  inverted  U,  or  horseshoe, 
as  in  Fig.  70. 

The  armature  is  rotated  in  obvious  manner.  Springs  are 
provided,  one  of  which  presses  upon  the  axis  of  the  arma- 


ture and  the  other  upon  the  copper  ring  on  the  axis.  Wires 
X  y  serve  to  conduct  the  alternate  currents  produced. 

In  cases  where  desirable  to  commutate  the  currents,  a 
commutator  like  that  shown  in  Fig.  63  is  used. 

[It  will  be  seen  that  the  Siemens'  Armature  haa  a  very 
short  magnetic  axis,  and  so  changes  its  magnetic  condition 
rapidly.  Its  axis  of  rotation  is  long,  which  gives  it  great 
carrying  capacity  for  the  wire  coil.  No  currents  are  gener- 
ated in  the  coil  during  the  passage  of  the  poles  of  the 
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armature  by  the  poles  of  the  magnets,  but  only  when  the 
receding  edges  of  the  poles  of  the  armature  are  leaving  the 
magnet-poles,  and  the  forward  edges  are  approaching. — K.] 
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Siemens'  IMag-iieto-Electric  .A^lstimi 
IMEa^eliiiie.  Fig.  71  shows  a  modified  form  of  the  last 
described  machine,  which  has  been  used  to  ring  railroad 
alarms  and  signals. 

The  description  of  the  circuits  and  arrangements  as 
given  in  the  description  of  the  previous  machine,  ^PPlj  to 
this. 

33.  TVilde's  TMCagneto-Electrlc  TMict^ 
chine.  A  further  advance  was  made  by  Henry  Wilde, 
of  Manchester,  England.  He  used  Siemens'  Armature  to 
carry  out  his  idea. 

On  the  13th  of  April,  1866,  Wilde  communicated  to  the 
Royal  Society  in  London  a  number  of  the  experiments 
which  he  had  performed  with  his  new  magneto-electric 
machine.  The  machine  consisted  of  a  combination  of  two 
Siemens'  Armatures,  one  of  which  rotated  between  the 
poles  of  permanent  magnets,  and  the  other  between  the 
poles  of  larger  electro-magnets.  The  current  from  the  first 
armature  was  by  a  commutator  conducted  through  the  coils 
of  the  large  electro-magnet,  and  the  current  from  the  second 
was  used  in  making  incandescent  platinimi  or  iron  wires, 
for  the  electro-deposition  of  metals  from  their  solutions, 
and  for  the  production  of  electric  light. 

Fig.  72  shows  this  magneto-electric  machine  in  perspec- 
tive. The  upper  machine  M  M  consists  of  13  steel  magnets 
and  a  Siemens'  Armature,  like  the  machine  described  in 
Section  31,  and  illustrated  by  Fig.  70.  The  lower  machine 
has  one  very  large  electro-magnet  E  M,  and  a  correspond- 
ing Siemens'  Armature.  The  limbs  or  cores  of  this  magnet 
are  of  rolled  iron  18  centimetres  high,  around  which  1000 
metres  of  thick  copper  wire  are  wound,  in  a  direction  paral- 
lel with  the  armature,  and  so  as  to  generate  unlike  poles  at 
C  C.  The  lower  armature  L  is  made  to  rotate  1700  to  1800 
times  a  minute. 
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The  two  ends  of  the  wire  of  the  large  electro-magnet  are 
fastened  to  the  clamps  c  c,  which  are  insulated  on  the  upper 
iron  plate.  The  wires  attached  to  the  springs  bearing  upon 
the  commutator  of  the  small  armature  are  inserted  into  the 
same  clamps. 

More  or  less  rapid  rotation  of  the  upper  armature,  by  the 
corresponding  generation  of  current,  makes  the  electro- 
magnet of  the  desired  strength.    Thus  the  large  electro- 


m^^et  becomes  very  much  stronger  than  the  13  steel 
magnets,  tind  correspondingly  the  rotation  of  the  lower 
armatnre  gives  rise  to  very  much  stronger  currents.    In  one 
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of  the  first  of  Wilde's  machines,  the  13  steel  magnets  had  a 
sustaining  strength  of  160  kilogrammes,  and  by  the  influ- 
ence of  the  magneto-electric  currents  generated  by  rotating 
the  upper  armature  the  electro-magnet  attained  the  sustain- 
ing strength  of  5000  kilogrammes.  It  is  evident  that  there 
was  an  enormous  increase  in  the  currents  generated  by  the 
second  armature. 

Wilde  proceeded  still  farther,  and  made  a  machine  in 
which  the  current  generated  in  the  second  armature  was 
conducted  around  a  second  still  larger  electro-magnet,  and 
from  the  third  still  larger  armature  the  current  was  utilized. 
This  machine  exceeded  in  capacity  everything  which  had 
preceded  it. 

On  the  2d  of  March,  1867,  a  series  of  experiments  was 
made  in  Burlington  House,  London,  with  this  machine  in 
the  presence  of  Sabine  and  other  scientific  celebrities.  This 
was  reported  by  the  "  Athenaeum  "  as  follows : 

*^The  machine  was  something  imposing  in  size,  as  the 
electro-magnets  had  limbs  four  feet  high  and  ten  inches 
thick,  with  fourteen  hundred  pounds  of  copper  wire.  [Ger- 
man weight  and  measure. — K.]  The  armature  was  rotated 
with  the  rapidity  of  fifteen  hundred  rotations  per  minute 
by  an  engine  of  fifteen  horse-power,  outside  of  the  building. 
The  armatures  flew  round  and  round,  every  rotation  send- 
ing new  electric  currents  into  the  electro-magnets,  when 
suddenly  the  free  current  from  the  machine  was  led  with 
full  force  into  an  electric  lamp  at  the  other  end  of  the  room, 
and  immediately  produced  an  intense  electric  light  before 
the  eyes  of  the  spectators,  which  blinded  them  as  much  as 
the  luminosity  of  the  mid-day  sun,  illuminating  every  cor- 
ner and  angle  of  the  large  hall  with  a  splendor  which  sur- 
passed the  sunlight.  In  contrast,  the  gas  flames  in  the 
middle  of  the  room  looked  brown.  A  lens,  by  condensing^ 
the  rays  of  light,  burned  holes  in  paper,  and  the  heat  could 
plainly  be  felt  at  a  distance  of  150  feet  by  the  outstretched 
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hand.  Then  a  long  loop  of  iron  wire  was  put  in  the  circuit ; 
in  a  few  moments  it  glowed,  assumed  a  dark-red  color, 
became  white  hot,  and  fell  to  the  floor  in  glowing  pieces. 
In  the  same  way  a  short  piece  of  iron,  of  the  thickness  of 
the  small  finger,  was  melted  and  burned.  But  all  these 
experiments  were  exceeded  by  the  melting  of  the  most 
infusible  metal,  a  bar  of  platinum  one-quarter  of  an  inch  in 
diameter  and  two  feet  in  length."  [This  no  doubt  was  true, 
and  the  machine  was  the  wonder  of  the  day.  But  several 
other  machines  have  since  been  made  which  have  gener- 
ated greater  currents. — K.] 

Wilde's  machine  soon  was  applied  to  industrial  purposes, 
such  as  electroplating  in  the  establishment  of  Elkinton  in 
Birmingham,  where  it  was  extensively  used.  Another 
factory  at  Whitechapel  employed  the  current  from  this 
machine  for  the  production  of  ozone  to  be  used  for  bleach- 
ing. In  the  extensive  photographic  galleries  of  Woodbury 
and  of  Saxon  &  Co.,  a  Wildes  machine  served  for  the  pro- 
duction of  electric  light,  in  order  to  facilitate  the  process  of 
photographic  printing ;  for  by  its  aid  that  could  go  on  by 
night  and  in  all  weathers.  In  this  establishment,  the  ma- 
chine is  said  to  have  worked  day  and  night,  so  that  the 
production  of  the  sharpest  photographic  prints  were  guar- 
anteed within  twenty-four  hours  after  the  taking  of  the 
negative.  The  Society  TAUiance  acquired  the  right  to 
make  use  of  the  apparatus  for  illumination  of  light-houses 
in  France. 

Notwithstanding  these  enormous  accomplishments, 
Wilde's  machine  has  not  come  into  extensive  use.  It  is  to 
be  noticed  that  from  the  extraordinary  rapidity  of  the  rota- 
tion of  the  armatures,  and  the  consequent  rapid  changes  of 
polarity,  they  become  highly  heated,  and  then  the  intensity 
of  the  current  weakens.  It  has  not  been  possible  to  sustain 
an  electric  light  for  eight  or  ten  hours  without  interruption. 
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and  this  does  not  meet  the  requirements  of  light-houses  and 
of  the  arts. 

[Wilde^  in  later  machines,  made. the  pieces  of  brass 
(Fig.  72)  which  separate  the  poles  C  C  of  the  large  electro- 
magnet, and  which  also  are  close  to  the  armature  for  nearly 
half  its  circumference,  hollow  for  holding  water,  which  was 
constantly  renewed,  and  thus  conducted  away  much  of  the 
heat.  The  pole-pieces  of  like  machines  have  also  been 
made  hollow  and  used  in  the  same  manner.  Lcuid,  in  a 
like  armature,  contrived  to  run  a  stream  of  water  through 
it.— K.] 

It  will  easily  be  seen  that  the  possibility  of  the  magnetic 
growth  in  the  electro-magnet  is  due  to  the  slowness  of 
magnetic  molecular  motion.  In  consequence  of  this,  the 
magnetism  acquired  has  not  time  to  diminish  between  the 
successive  currents  delivered  to  it  by  the  first  armature,  so 
the  magnetism  builds  up,  in  spite  of  the  intermittent  char- 
acter of  the  currents ;  and  in  its  turn  acts  powerfully 
through  the  second  armature  to  give  rise  to  currents  which 
are  limited  only  by  the  mass  of  iron  and  copper  used,  and 
the  power  applied  to  the  rotation  of  the  armature.  [The 
magnetic  axis  of  the  armatures  being  so  much  shorter,  less 
time  is  required  for  magnetic  changes,  so  we  gain  currents 
which  would  not  be  possible  in  the  absence  of  this  property 
of  iron ;  because  magneto-electric  currents  are  due  entirely 
to  magnetic  changes,  as  we  have  seen. — K.] 

33.  r>ei>i'ez'H  ]\ragriieto-IiJIectric  IVCa^ 
eliine.  Marcel  Deprez  endeavored  to  make  an  improve- 
ment in  the  previously  described  magneto-electric  machines 
by  further  utilizing  the  magnetic  field.  He  justly  remarked 
that  in  the  machines  previously  constructed  only  the  induc- 
tive power  of  the  ends  of  the  poles  had  been  utilized ; 
probably  because  it  had  been  assumed  that  the  presence  of 
magnetic  masses,  or  of  movable  circuits  that  can  be  closed. 
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at  the  poles  considerably  reduced  the  inductive  power  of 
the  other  parts  of  the  magnet. 

This  view  is  not  correct,  as  is  demonstrated  by  the  results 
obtained  with  a  small  machine  which  he  constructed  This 
is  shown  in  plan  in  Fig.  73. 

A  B  D  is  a  permanent  horse-shoe  magnet,  between  the 
arms  of  which  a  Siemens'  Armature  F  G  H  C  is  placed,  so 
as  to  be  rotated  on  the 
axis  F  E.  The  commu- 
tator is  at  C,  and  the 
brushes  at  I  and  J.  The 
conducting  wires  are  con- 
nected electrically  with 
these  brushes. 

The  length  of  the  Sie- 
mens'  Armature  (§  30)  is 
nearly  that  of  the  inside  straight  parts  of  the  arms  of  the 
magnet,  so  that  the  whole  inductive  power  of  the  arms  is 
utilized.  The  first  model  constructed  had  the  following 
dimensions : 

Length  of  tbe  horaeshoe  magnet  measured  from  the  end  of 

the  poles  to  the  centre  of  the  curve 145  millimetres. 

Width  between  the  arms  of  magnet 88 

Thickness  of  the  magnetic  field 25 

Diamecer  of  Siemens'  Armature 82 

Length  of  core  of  Armature 60 

Weight  of  the  magnet 1.70  kilogrammes. 

Weight  of  whole  machine 2.85 
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Deprez  ohtained  with  this  small  machine  effects  equal  to 
those  from  three  Bunsen  cells. 

This  machine  is  reversible,  in  the  sense  that  it  is  an 
electric  motor  as  well  as  a  generator  of  electricity.  The 
power  developed  when  put  into  motion  by  connection  with 
Sunken  cells  was  as  follows  : 

With      12       8        4        8         8    cells. 

0.04    OJW)    0.45    0.75    1.10    1.80  kilogramme  metres  per  second. 
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[Mr.  Edison  hae  gained  good  results  from  a  motor  like 
this,  only  be  used  an  electro-magnet  in  place  of  the  perma- 
nent one.— K.] 

These  results  obtained  by  Deprez  have  been  considered 
by  others,  as  will  be  seen  in  the  dynamo-electric  machines 
constructed  by  Heinrich  and  Fitzgerald  (see  Part  IV)  in 
which  the  bobbins  of  the  armatures  are  almost  entirely 
enclosed  by  the  poles  of  the  electro-magnets. 


34.  The  I>e  i\Iei*itens  Alticliine  belongs 
to  the  class  of  magneto-electric  like  the  Alliance,  i,  e.,  it 
produces  currents  of  alternate,  or  to  and  fro  direction. 
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Figures  74,  7S,  and  76  illustrate  the  machine  quite  well. 
Eight  horse-shoe,  steel,  compound  magnets  are  fastened  to 
the  two  massive  bronze,  ring-shaped  frames,  with  their  axes 
parallel  to  and  concentric  with  the  axis  of  rotation. 


The  armature  consists  of  a  wheel,  fastened  on  the  axis 
of  rotation,  having  eight  arms.    Upon  the  rim  of  this  wheel 
6 
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are  fastened  sixteen  segment-shaped  electro-magnets;  as 
the  wheel  is  rotated,  they  are  carried  close  hy  the  poles  of 
the  fixed  magnets. 

For  better  comprehension  of  the  manner  in  which  the 
currents  are  generated,  we  may  consider  only  two  magnets 
with  four  poles  (Fig.  77),  instead  of  the  full  number. 

This  corresponds  to  a  ring  consisting  of  four  segments. 
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which  are  magnetically  insulated  from  one  another  and 
wound  with  wire.  Each  of  these  iron  cores  consists  of  fifty 
or  more  pieces  of  sheet  iron  1  millimetre  thick,  shaped 
somewhat  like  a  letter  I.  In  the  hollow  around  this  core 
the  wire  is  wound,  parallel  to  the  axis  of  rotation.  These 
segmental  electro-magnets  are  fastened  'to  the  rim  of  the 
wheel,  hut  with  insulating  copper  pieces  C  D  between  their 
ends,  to  make  a  complete  circle  composed  of  sixteen  electro- 
magnets. Fig.  76  shows  the  construction  more  in  detail, 
but  omits  the  copper  insulations. 
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If  we  consider  one  of  the  segmental  electro-magnets  in 
Fig.  77  as  rotating  from  left  to  right,  as  the  iron  head  B 
approaches  the  magnetic  south  pole  S,  an  induced  current 
is  generated  in  the  segment  A  B  in  the  reverse  direction  of 
the  Ampere  currents  of  the  pole  S  ;  and  further,  the  S  pole 
will  generate  a  north  pole  in  the  iron  core  of  the  segment, 
which  will  traverse  it  from  B  to  A,  thereby  generating  a 
second  induction  current.  These  currents  are  assisted  by  a 
third,  which  is  generated  by  the  movement  of  the  wire 
spool  through  th^  magnetic  field.  These  currents  are  made 
as  energetic  as  possible  by  making  the  least  practicable 
distance  between  the  wires  and  segmental  core-heads  and 
the  permanent  magnet-poles.  As  the  head  B  leaves  the 
I)ole  S,  currents  of  reverse  direction  to  those  due  to  the 
approach  are  generated,  as  in  other  cases  of  like  character. 

The  wires  are  wound  in  the  same  direction  on  all  the 
spools.  The  beginning  end  of  one  spool  is  soldered  to  the 
beginning  end  of  the  next  spool  in  one  direction,  say  for- 
ward. The  terminating  end  of  the  one  spool  is  fastened  to 
the  terminating  end  of  the  next 
spool  backward.  The  diagram. 
Fig.  78,  shows  the  direction 
of  winding  and  connecting. 
[Then  alternate  the  direction 
of     connection    through     the 

,  Diagram  0/  Dt  Miriten^  Winding. 

whole  nimiber,  until  the  last — 

K.]  The  two  ends  of  the  wire  may  be  regarded  as  the 
poles,  and  are  carried  to  two  copper  rings  fastened  con- 
centrically on  the  axis,  but  insulated  from  it  and  from  each 
other.  Copper  springs,  one  to  each  ring,  take  the  alternate 
durents,  and  conduct  them  to  two  clamps,  or  binding-posts, 
from  which  the  wires  of  the  external  portion  of  the  circuit 
are  run. 

An  important  advantage  of  the  De  M6ritens  machine  is 
in  the  fact  that  the  coils,  or  bobbins,  can  be  easily  separated 
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for  repairs,  and  can  be  wound  readily  and  in  detail,  whereas 
in  Qramme's  and  Siemens'  machines  the  winding  of  the 
rings,  or  cylinders,  is  accomplished  with  some  diflBculty. 

Another  advantage  is  in  the  fact  that  there  is  neither 
commutator  nor  current-collector  needed.  [The  difSiculties 
mentioned  about  the  Gramme  and  Siemens  machines  are 
more  imaginary  than  real,  and  the  advantages  of  those 
machines  far  outbalance  any  difficulties  by  comparison 
with  De  Meritens'  machine. — K.] 

According  to  many  accounts,  it  appears  that  of  all  the 
magneto-electric  machines  having  steel  magnets,  De  Men- 
tens  gives  the  greatest  light-effect  for  a  given  expenditure 
of  power. 

One  of  these  machines  will  sustain  the  light  of  three 
Jablochkoff  candles  continuously,  without  heating  sensi- 
bly, at  an  expenditure  of  not  exceeding  one  horse-power,  at 
700  rotations  per  minute.  The  intensity  of' the  light  of 
these  candles  seems,  however,  to  be  less  than  with  a 
Gramme  or  Siemens  machine. 

With  the  largest  light  machines  of  these  two  kinds,  De 
Meritens'  machine  cannot  compare.  But  for  small  current 
effects,  as  for  laboratory  purposes,  for  physical  cabinets, 
theatre  effects,  etc.,  it  seems  to  have  advantages.  The 
alternate  currents  from  tliis  machine  may  be  by  a  commu- 
tator turned  in  one  constant  direction. 

Gramme  has  constructed  magneto-electric  machines,  but 
as  their  novel  features  are  in  their  armatures,  and  as  those 
are  the  ones  principally  used  in  dynamo-electric  machines, 
they  are  thoroughly  considered  under  that  head. 

A  large  model  of  this  machine  has  been  adopted  by  the 
British  government  for  use  in  light-houses.  Such  an  one 
is  shown  by  Fig.  79.  It  is  made  up  of  five  single  machines 
combined  in  one  frame.  The  shaft  carries  five  armatures. 
The  permanent  inducing  magnets  are  each  made  up  of 
eight  laminae  of  steel,  and  they  are  arranged  radially,  at 
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lal  distances  around  the  circle,  with  their  poles  close  to 
i  periphery  of  the  armature. 


The  machine  resembles  in  general  appearance  the  Allt- 
ince  machine,  but  its  armature  is  essentially  different,  and 
much  more  eCBcient.  It  is  capable  of  supplying  two  sepa- 
rate circuits  of  lamps.  Four  copper  rings,  insulated  from 
each  other  and  from  the  shaft,  but  fastened  to  it,  serve  to 
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conduct  the  currents  generated  in  the  armature  coils  to  the 
circuits  thro;]^h  the  springs  which  press  on  thena.  These 
are  shown  within  the  cylindrical  space  at  the  front  end  of 
the  machine.     (Fig.  79.) 

The  ends  of  the  armature  coils  can  he  connected  with 
the  contact  rii^s  in  various  ways,  so  as  to  vary  the  electro- 
motive force  and  current  strength  of  the  apparatus.  The 
weight  of  the  40  magnets  is  1080  kilogrammes,  and  their 
lifting  power  is  8000  kilogrammes.  When  run  by  eight- 
horse  power  and  at  a  speed  of  790  rotations  per  minute,  it 
gives  an  electric  arc  light  equal  to  636  carcels  from  a  Serrin 
lamp.    When  worked  to  its  fullest  capacity,  it  can  feed 
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thirty  Jablochkoff  candles.  These  maohines  are  mainly 
used  in  light-houses  of  England  and  France,  because  they 
run  with  ease  and  simplicity. 
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De  M^ritens  has  constructed  a  magneto-electric  machine 
for  continuous  currents.  This  is  illustrated  in  Fig.  80.  The 
number  of  field-magnet  poles  is  reduced  to  f our^  as  shown 
in  the  diagram^  Fig.  77.  The  magnets  have  sixty-four 
laminae  of  steel  of  1  millimetre  thickness^  and  are  fastened 
in  place  parallel  with  the  shaft  by  two  bronze  rings,  which 
together  form  the  stand  or  supports.  The  armature  is 
rotated  within  the  cylindrical  space  so  formed  by  the  mag- 
nets. Sixteen  long  cogs  project  radially  from  the  periphery 
of  the  wheel  which  carries  the  armature  coils. 

The  coils  are  wound  upon  a  form  made  up  of  thin  plates 
of  iron  cut  somewhat  like  a  double  comb,  and  of  a  length  to 
fit  between  the  long  cogs.  As  these  forms  have  each  three 
teethy  four  spaces  are  left  between  each  of  the  sixteen  long 
cogs,  or  sixty-four  spaces  in  all.  The  coils  fill  these  spaces. 
The  ends  of  these  sixty-four  coils  are  connected  together  to 
form  a  series,  but  a  loop  to  the  commutator,  or  collector 
rather,  is  led  off  from  between  each  two  spools.  The  col- 
lector is  made  up  of  sixty-four  segments  insulated  from 
each  other,  and  held  together  as  a  cylindrical  whole.  Each 
segment  is  connected  with  a  loop. 

From  the  remarks  made  about  Fig.  77,  it  will  be  gathered 
that  from  every  two  diametrically  opposite  points  of  the 
armature  circuit,  currents  of  the  same 
direction  and  strength  may  be. taken.  ^°  "^ 

Four  systems  of  currents  are  formed, 
which  have  the  maximum  intensity 
at  the  points  opposite  the  poles,  and 
the  minimum  at   the  lines  midway 

between  the  poles  where  they  change  ■''^T:,^^::;!;::^*^'' 
their  direction,  as  indicated  by  the 

cross  lines  in  Fig.  77.  At  these  four  points  the  brushes 
are  placed  as  in  the  Gramme  machines.  Two  continuous 
currents  are  obtained,  which  may  be  combined  as  desired, 
either  in«  series,  or  parallel.     Machines  of  this  kind  are 


128  DTNAMO-ELECTRIO    MACHINES. 

specially  recommended  for  charging  accumulators^  or  stor- 
age batteries,  and  for  electrolytic  purposes,  as  the  current 
remains  very  constant,  and  reversal  of  polarity  is  not  possi- 
ble, as  in  case  of  the  series  dynamo  machines.  [The  shunt- 
woimd  dynamos,  considered  hereinafter,  are  better  suited 
for  electrolytic  work  and  the  charging  of  electric  reservoirs, 
accumulators,  or  storage  batteries,  as  they  are  stronger, 
and  their  polarity  as  well  cannot  be  reversed  by  return- 
currents. — K.] 


PART    IV. 

DYNAMO-ELECTRIC   MACHINES. 

3S.  Siemens'  Fi^nclple  of  I>yTiaTiio- 
electric  jVXa.chines.  I*i*iority  In  favoi*  of* 
Siemens  ag-ainnt  T\'"lieatstoiie«  At  the  Paris 
Exposition,  in  1867,  a  machine  was  exhibited  in  the  English 
section  of  the  machine  gallery,  which  bore  the  sign  "i>y- 
naino-MagnetO'Machine.  New  Principle  of  Conversion  of 
Dynamic  Force,  by  W.  Ladd."  The  two  armatures  were 
moved  by  the  general  power  in  the  gallery,  and  gave  a 
blinding  electric  light,  without  the  use  of  a  galvanic  bat- 
tery, and  without  perceptible  magnetism  when  at  rest. 
The  machine  attracted  considerable  attention,  as  the  princi- 
ple was  new  to  the  public  generally. 

The  professional  man  understood  the  new  principle  of 
the  conversion  of  mechanical  to  electrical  energy,  as  that 
had  been  communicated  by  Dr.  W.  Siemens  to  the  Berlin 
Academy  in  January,  1867 ;  and  a  machine  made  on  that 
principle,  of  small  size,  however,  to  be  moved  by  hand,  was 
then  in  the  Prussian  section  of  the  gallery. 

The  part  that  Ladd  had  taken  in  the  development  of 
dynamxhelectriCj  or  dynamo-magnet  machines,  will  be  seen 
further  on.  But  we  must  here  explain  that  his  claims  in 
no  way  refer  to  the  theoretical  principles  of  the  machine, 
but  only  to  the  arrangement  of  the  parts. 

After  Siemens  had  experimented  with  the  new  machine, 
biult  on  this  principle,  in  presence  of  several  Berlin  physi- 
cists, as  early  as  December,  1866,  he  communicated  the 
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facts  to  the  Berlin  Academy  of  Sciences,  and  his  communi- 
cation came  before  a  meeting  of  the  society  the  middle  of 
January,  1867. 

As  the  contents  of  this  commimication  are  conclusive  in 
establishing  his  priority  in  the  discovery  of  the  principles 
of  dynamo-electric  machines,  and  as  the  principles  are 
cleariy  defined  and  expressed  therein,  we  print  the  paper 
as  it  was  in  the  February  number  of  PoggendorflFs  Anna- 
len  (1867). 

"  On  the  Conversion  of  Mechanical  Force  into  the  Elec- 
tric Current,  without  the  use  of  Permanent  Magnets.  By 
W.  Siemens. 

**  If  two  parallel  wires,  each  of  which  forms  a  part  of 
separate  galvanic  circuits,  are  made  to  approach  or  recede 
from  each  other,  changes  in  the  strength  of  the  currents  in 
them  are  effected,  and  the  character  of  these  changes  de- 
pends upon  the  relative  directions  of  the  two  currents. 
The  same  phenomena  occur,  only  in  more  marked  degree, 
when  the  pole-ends  of  two  electro-magnets,  whose  convolu- 
tions are  parts  of  the  same  circuit,  are  made  to  approach  or 
recede  from  each  other.  If  the  direction  of  the  current  in 
the  wire  be  reversed  at  the  moment  of  either  the  nearest 
approach  or  greatest  withdrawal,  as  is  mechanically  done 
with  the  armatures  of  electro-magnetic  machines,  a  lasting 
decrease  of  the  current  of  the  circuit  is  noticed  as  soon  as 
the  machine  is  put  in  motion.  This  decrease  in  the  cur- 
rent, which  is  due  to  opposing  forces  generated  in  the  ap- 
paratus, prevents  the  successful  use  of  electro-magnetic 
machines,  or  motors,  driven  by  galvanic  batteries. 

"But  if  one  of  these  machines  be  moved  by  exterior 
power,  mechanically  applied,  the  current  must  be  strength- 
ened by  the  induced  currents  which  have  the  same  direc- 
tion. As  this  increase  in  the  current  strengthens  the 
electro-magnets,  and  these  again  increase  the  current  in 
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such  rapid  progression,  the  battery  may  be  omitted  without 
noticing  any  diminution  of  the  current. 

"If  the  rotation  be  interrupted  the  current  disappears, 
and  the  stationary  electro-magnets  lose  their  magnetism. 
The  minute  quantity  of  magnetism  which  always  remains^ 
even  in  the  softest  iron,  after  being  once  magnetized^  suffices 
to  start  the  progressive  growth  of  current  anew  when  the 
armature  is  again  rotated.  Hence  it  only  requires  the  cur- 
rent from  a  galvanic  battery  to  be  passed  through  the  convo- 
lutions of  the  stationary  electro-magnets  for  a  short  time  to 
make  the  apparatus  capable  of  action  for  all  time.  The 
direction  of  the  current  which  the  apparatus  produces  is 
dependent  upon  the  polarity  of  the  residual  magnetism.  If 
the  same  be  changed  by  a  current  through  the  convolutions 
in  the  contrary  direction,  all  subsequent  movements  of  the 
armature  give  rise  to  reversed  currents. 

"  The  action  just  described  must  occur  in  every  electro- 
magnetic machine,  based  upon  attraction  and  repulsion  of 
electro-magnets,  the  convolutions  of  which  form  parts  of 
one  and  the  same  closed  circuit. 

"  The  stationary  magnet  encircled  by  commutated  cur- 
rents in  one  direction  must  have  suflBcient  magnetic  lazi- 
ness to  retain  the  greatest  degree  possible  of  magnetism 
without  weakening  during  change  of  current.  To  effect 
this  the  pole-faces  opposite  each  other  must  be  so  arranged 
that  the  magnetic  circuit  of  the  stationary  electro-magnet 
remains  closed  by  iron  in  their  vicinity,  while  the  movable 
electro-magnet  rotates.  These  conditions  are  best  met  by 
the  armature  proposed  by  myself  some  time  ago,  and  sub- 
sequently much  used  by  myself  and  others.  This  arma- 
ture consists  of  an  iron  cylinder  rotating  upon  its  axis. 
The  cylinder  is  provided  with  two  opposite  grooves  parallel 
with  the  axis,  which  grooves  carry  the  convolutions  of  the 
insulated  wire.  The  pole-ends  of  the  stationary  electro- 
magnets encircle  the  circumference  of  this  iron  cylinder  its 
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whole  length  with  the  smallest  possible  intermediate  space. 
(§  31.)  Currents  of  great  strength  can  be  generated  by 
such  a  machine,  if  the  proportions  of  the  several  parts  have 
been  correctly  determined  and  the  commutator  correctly 
placed.  Rapid  rotation  with  closed  circuits  of  small  resist- 
ance generates  so  much  heat  from  the  current  as  to  car- 
bonize the  insulating  material  covering  the  wires.  For 
continuous  use  this  heat  must  be  avoided  by  introduction 
of  something  resisting,  or  by  decreasing  the  speed  of 
rotation. 

'*  While  the  effects  of  the  magneto-electric  machines  do 
not  increase  in  proportion  to  increase  in  their  dimensions, 
the  contrary  is  the  case  with  the  machine  described.  The 
reason  of  this  is  in  the  fact  that  the  strength  of  steel  mag- 
nets does  not  increase  in  proportion  with  the  mass  of  steel 
necessary  for  their  production,  and  that  the  magnetic  force 
of  a  large  number  of  small  steel  magnets  cannot  be  concen- 
trated on  a  small  pole-surface  without  weakening  the  power 
of  all  the  magnets  to  a  marked  degree,  or  of  neutralizing 
some  of  them  completely.  Magnetic  machines  having  steel 
magnets  are  therefore  not  adapted  to  the  production  of 
very  strong  continuous  currents.  Attempts  have  been 
made  several  times  to  produce  strong  magneto-electric  ma- 
chines, and  some  have  been  made  to  give  an  intense  elec- 
tric light ;  but  they  were  necessarily  made  of  enormous 
dimensions  and  consequently  were  very  costly.  (For  in- 
stance the  Alliance  and  Wilde  machines.)  The  steel  mag- 
nets soon  lost  the  greatest  part  of  their  magnetism,  and 
therefore  the  machine  its  strength. 

"Of  late  the  mechanic  Wilde,  of  Birmingham,  has 
enlarged  the  capabilities  of  action  of  magneto-electric  ma- 
chines to  a  great  degree,  by  combining  two  of  my  arma- 
tures just  described  to  one  machine.  The  larger  armature 
is  repeated  between  the  poles  of  a  large  electro-magnet 
which  is   magnetized   by  the  current   generated   in    the 
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smaller  armature  rotated  between  the  poles  of  permanent 
magnets ;  so  that  the  large  electro-magnet  becomes  much 
stronger  than  the  steel  magnets  which  it  replaces  can. 
Consequently  the  current  must  be  proportionately  stronger. 

"  It  is  easily  seen  that  Wilde  has  to  a  great  extent  obvi- 
ated the  described  disadvantages  of  steel-magnet  machines 
by  his  combination.  Independent  of  the  inconvenience 
attending  the  use  of  two  armatures  for  the  generation  of 
one  useful  current,  his  apparatus  remains  dependent  upon 
the  unreliability  of  steel  magnets.  Means  are  now  given  to 
technology  for  the  generation  of  electric  currents  of  unlini' 
ited  strength  in  a  cheap  and  convenient  mnnner,  in  every 
place  where  mechanical  power  is  available.  This  fact  is  of 
great  importance  in  many  respects." 

In  this  paper  by  W.  Siemens  not  only  are  the  principles 
clearly  shown  of  the  new  machine,  but  also  the  conditions 
to  be  observed  in  perfecting  its  construction.  By  request 
of  Dr.  W.  Siemens,  of  Berlin,  his  brother,  William  Siemens, 
of  London,  had  a  small  dynamo-electric  machine  made, 
and  announced  an  address  to  the  Royal  Society  with  the 
following  title :  "  Oi  the  conversion  of  Dynamical  into 
Electrical  Force  without  the  aid  of  permanent  magnetism  " 
for  the  14th  of  February,  1867.  The  announcement  was 
made  by  circular  two  weeks  in  advance. 

After  this  announcement  Prof.  Wheatstone  announced 
an  address  for  the  same  meeting  under  the  title,  "  On  the 
augmentation  of  the  power  of  a  magnet  by  the  reaction 
thereon  of  currents  induced  by  the  magnet  itself." 

At  the  meeting  of  the  royal  society  Wheatstone  followed 
Siemens  with  his  address,  and  it  then  appeared  that  both 
physicists  treated  on  pretty  much  the  same  facts,  princi- 
ples and  conclusions  in  their  addresses. 

[As  nearly  all  the  mechanical  generators  of  electricity 
in  practical  use  are  of  this  class,  which  depends  upon  the 
so-called  principle  of  "Mutual  Accumulation,"  a  verbatim 
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copy  is  here  given  of  each  of  the  papers  read  at  that  meet- 
ing by  these  gentlemen^  from  the  ''Proceedings"  of  the 
society. — K.] 

["On  the  Conversion  of  Dynamical  into  Electrical  Force, 
without  the  aid  of  Permanent  Magnetism.  By  C.  W. 
Siemens,  F.R.S.    Received  Feb'y  4,  1867. 

"Since  the  great  discovery  of  magnetic  electricity  by 
Faraday,  in  1830,  electricians  have  had  recourse  to  mechan- 
ical force  for  the  production  of  their  most  powerful  effects  ; 
but  the  power  of  the  magneto-electrical  machine  seems  to 
depend  in  an  equal  measure  upon  the  force  expended  on  the 
one  hand,  and  upon  permanent  magnetism  on  the  other, 

"An  experiment,  however,  has  been  lately  suggested  to 
me  by  my  brother,  Dr.  Werner  Siemens,  of  Berlin,  which 
proves  that  permanent  magnetism  is  not  requisite  in  order 
to  convert  mechanical  into  electrical  force,  and  the  result 
obtained  by  this  experiment  is  remarkable,  not  only  be- 
cause it  demonstrates  this  hitherto  unrecognized  fact, 
but  also  because  it  provides  a  simple  means  of  producing 
very  powerful  electrical  effects. 

"The  apparatus  employed  in  this  experiment  is  an  elec- 
tro-magnetic machine  consisting  of  one  or  more  horse-shoes 
of  soft  iron,  surrounded  with  insulated  wire  in  the  usual 
manner,  of  a  rotating  keeper  of  soft  iron  surrounded  also 
with  an  insulated  wire,  and  of  a  commutator  connecting 
the  respective  coils  in  the  manner  of  a  magneto-electric 
machine.  If  a  galvanic  battery  were  connected  with  this 
arrangement,  rotation  of  the  keeper  in  a  given  direction 
would  ensue.  If  the  battery  were  excluded  from  the  cir- 
cuit and  rotation  imparted  to  the  keeper  in  the  opposite 
direction  to  that  resulting  from  the  galvanic  current,  there 
would  be  no  electrical  effect  produced.  Supposing  the 
electro-magnets  were  absolutely  free  of  magnetism,  but  by 
inserting  a  battery  of  a  single  cell  in  the  circuit,  a  certain 
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magnetic  condition  would  be  set  up,  causing  similar  mag- 
netic poles  to  be  forcibly  approached  to  each  other,  and 
dissimilar  poles  to  be  forcibly  severed,  alternately,  the  rota- 
tion being  contrary  in  direction  to  that  which  would  be 
produced  by  the  exciting  current. 

"  Each  forcible  approach  of  similar  poles  must  augment 
the  magnetic  tension  and  increase  consequently  the  power 
of  the  circulating  current ;  the  resistance  of  the  keeper  to 
the  rotation  must  also  increase  at  every  step  until  it  reaches 
a  maximum,  imposed  by  the  available  force  and  the  con- 
ductivity of  the  wires  employed. 

"The  cooperation  of  the  battery  is  only  necessary  for  a 
moment  of  time  after  the  rotation  has  commenced,  in  order 
to  introduce  the  magnetic  action,  which  will  thereupon 
continue  to  accimiulate  without  its  aid. 

"  With  the  rotation  the  current  ceases ;  and  if,  upon 
restarting  the  machine,  the  battery  is  connected  with  the 
circuit  for  a  moment  of  time,  with  its  poles  reversed,  then 
the  direction  of  the  continuous  current  produced  by  the 
machine  will  also  be  the  reverse  of  what  it  was  before. 

"  Instead  of  employing  a  battery  to  conamence  the  accu- 
mulative action  of  the  machine,  it  suflBces  to  touch  the  soft 
iron  bars  employed  with  a  permanent  magnet,  or  to  dip  the 
former  into  a  position  parallel  to  the  magnetic  axis  of  the 
earth,  in  order  to  produce  the  same  phenomenon  as  before. 
Practically  it  is  not  even  necessary  to  give  any  external 
impulse  upon  restarting  the  machine,  the  residuary  mag- 
netism of  the  electro-magnetic  arrangements  employed  be- 
ing found  sufficient  for  that  purpose. 

"The  mechanical  arrangement  best  suited  for  the  pro- 
duction of  these  currents  is  that  originally  prepared  by  Dr. 
Werner  Siemens,  in  1857,  consisting  of  a  cylindrical  keeper 
hollowed  at  two  sides  for  the  reception  of  insulated  wire 
wound  longitudinally,  which  is  made  to  rotate  between  the 
poles  of  a  series  of  permanent  magnets,  which  latter  are  at 
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present  replaced  by  electro-magnets.  On  imparting  rota- 
tion to  the  armature  of  such  an  arrangement,  the  mechan- 
ical resistance  is  f oimd  to  increase  rapidly,  to  such  an  ex- 
tent that  either  the  driving-strap  commences  to  slip,  or  the 
insulated  wires  constituting  the  coils  are  heated  to  the  ex- 
tent of  igniting  their  insulating  silk  covering. 

"It  is  thus  possible  to  produce  mechanically  the  most 
powerful  electrical  or  calorific  effects  without  the  aid  of 
steel  magnets,  which  latter  are  open  to  the  practical  objec- 
tion of  losing  their  permanent  magnetism  in  use." 

"  On  the  Augmentation  of  the  Power  of  a  Magnet  by  the 
reaction  thereon  of  Currents  induced  by  the  Magnet 
itself.  By  Charles  Wheatstone,  F.R.S.  Received 
Feb'y  14th,  1867. 

"The  magneto-electric  machines  which  have  been  hith- 
erto described  are  actuated  either  by  a  permanent  magnet 
or  by  an  electro-magnet  deriving  its  power  from  a  rheomo- 
tor  placed  in  the  circuit  of  its  coil.  In  the  present  note  I 
intend  to  show  that  an  electro-magnet,  if  it  possesses  at  the 
commencement  the  slightest  polarity,  may  become  a  power- 
ful magnet  by  the  gradually  augmenting  currents  which 
itself  originates. 

"The  following  is  a  description  of  the  form  and  dimen- 
sions of  the  electro-magnet  I  have  employed.  The  con- 
struction, it  will  be  seen,  is  the  same  as  that  of  Mr.  Wilde's 
machine.  The  core  of  the  electro-magnet  is  formed  of  a 
plate  of  soft  iron  15  inches  in  length  and  ^  an  inch  in 
breadth  [evidently  thickness,  breadth  not  given ;  probably 
about  8  inches  —  K.  ] ,  bent  at  the  middle  of  its  length  into  a 
horse-shoe  form.  Round  it  is  coiled,  in  the  direction  of  its 
breadth,  640  feet  of  insulated  copper  wire  -^  of  an  inch  in 
diameter.  The  armature,  which  is  according  to  Siemens' 
ingenious  construction,  consists  of  a  rotating  cylinder  of 
soft  iron,  8^  inches  in  length,  grooved  at  two  opposite  sides 
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SO  as  to  allow  the  wire  to  be  coiled  upon  it  longitudinally ; 
the  length  of  the  wire  thus  coiled  is  80  feet,  and  the  diame- 
ter is  the  same  as  that  of  the  electro-magnet  coil. 

"When  this  electro-magnet  is  excited  by  any  rheomotor 
the  current  from  which  is  in  a  constant  direction,  during 
the  rotation  of  the  armature,  currents  are  generated  in  its 
coil  during  each  semi-revolution,  which  are  alternately  in 
opposite  directions;  the  alternate  currents  may  be  trans- 
mitted unchanged  to  another  part  of  the  circuit,  or  by 
means  of  a  rheotrope  be  converted  to  the  same  direction. 

"If,  now,  while  the  circuit  of  the  armature  remains 
completed,  the  rheomotor  be  removed  from  the  electro- 
magnety  on  causing  the  armature  to  revolve,  however  rap- 
idly, it  will  be  found  by  interposition  of  a  galvanometer,  or 
any  other  test,  that  but  very  slight  effects  take  place. 
Though  these  effects  become  stronger  in  proportion  to  the 
residual  magnetism  left  in  the  electro-magnet  from  the  pre- 
vious action  of  a  current,  they  never  attain  any  considera- 
ble amount. 

"But  if  the  wires  of  the  two  circuits  be  so  joined  as  to 
form  a  single  circuit,  in  which  the  currents  generated  by 
the  armature,  after  being  changed  to  the  same  direction, 
act  so  as  to  increase  the  existing  polarity  of  the  electro- 
magnet, very  different  results  will  be  obtained.  The  force 
required  to  move  the  machine  will  be  far  greater,  showing 
a  great  increase  of  magnetic  power  in  the  horse-shoe ;  and 
the  existence  of  an  energetic  current  in  the  wire  is  shown 
by  its  action  on  a  galvanometer,  by  its  heating  4  inches  of 
platinum  wire  .0067  in  diameter,  by  its  making  a  powerful 
electro-magnet,  by  its  decomposing  water,  and  by  other 
tests. 

"  The  explanation  of  these  effects  is  as  follows :  —  The 
electro-magnet  always  retains  a  slight  residual  magnetism, 
and  is  therefore  in  the  condition  of  a  weak  permanent  mag- 
net, the  motion  of  the  armature  occasions  feeble  currents 
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in  alternate  directions  in  the  coils  thereof,  which,  after  be- 
ing reduced  to  the  same  direction,  pass  into  the  coils  of  the 
electro-magnet  in  such  a  manner  as  to  increase  the  mag- 
netism of  the  iron  core  ;  the  magnet  having  thus  received 
an  accession  of  strength,  produces  in  its  turn  more  ener- 
getic currents  in  the  coils  of  the  armature,  and  these  alter- 
nate actions  continue  until  the  maximum  is  attained, 
depending  on  the  rapidity  of  the  motion  and  the  capacity 
of  the  electro-magnet. 

"If  the  two  coils  be  connected  in  such  a  manner  that 
the  rectified  current  from  the  coil  of  the  armature  passes 
into  the  coil  of  the  electro-magnet  in  the  direction  which 
would  impart  a  contrary  magnetism  to  the  iron  core,  no 
current  is  produced,  and  consequently  there  is  no  augmen- 
tation of  magnetism. 

"It  is  easy  to  prove  that  the  residual  magnetism  of  the 
electro-magnet  is  the  determining  cause  of  these  powerful 
effects.  For  this  purpose  it  is  sufficient  to  pass  a  current 
from  a  voltaic  battery,  a  magneto-electric  machine,  or  any 
other  rheomotor,  into  the  coil  of  the  electro-magnet  in 
either  direction,  and  it  will  invariably  be  foimd  that  the 
direction  of  the  current,  however  powerful  it  may  eventu- 
ally become,  is  in  accordance  with  the  polarity  of  the  mag- 
netism impressed  on  the  iron  core. 

"  If,  instead  of  the  currents  in  the  coil  of  the  rotating 
armature  being  reduced  to  the  same  uniform  direction, 
they  retain  their  alternations,  no  effects,  or,  at  most,  very 
small  differential  ones,  are  produced,  as  no  accumulation 
of  magnetism  then  takes  place. 

"I  will  now  call  attention  to  the  fact  that  stronger 
effects  are  produced  at  the  first  moment  of  completing  the 
combined  circuit  than  afterwards.  The  machine  having 
been  put  in  motion,  at  the  first  moment  of  completing  the 
circuit  4  inches  of  platina  were  made  red-hot,  but  immedi- 
ately afterwards  the  glow  disappeared  and  only  about  one  . 
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inch  of  the  wire  could  be  kept  at  a  red  heat.  This  diminu- 
tion of  effect  was  accompanied  by  a  great  increase  of  the 
resistance  of  the  machine.  The  cause  of  the  momentary 
strong  effect  was,  that  the  machine,  from  its  acquired  mo- 
mentum, continued  its  motion  for  a  few  seconds,  though  it 
required  a  stronger  force  than  could  be  applied  to  continue 
that  motion.  Each  time  the  circuit  is  broken  and  recom- 
pleted  the  same  effect  occurs. 

"On  bringing  the  primary  coil  of  an  inductorium 
(Buhmkoff's  coil)  into  the  circuit  formed  by  connecting  the 
coils  of  the  electro-magnet  and  rotating  armature,  no  spark 
occurs  in  the  secondary  coil.  On  account  of  the  gre^t 
resistance  of  the  circuit,  which  now  also  includes  the 
primary  coil  of  the  inductorium,  the  current  is  not  in 
sufficient  quantity  to  produce  any  noticeable  inductive 
effect. 

"  A  very  remarkable  increase  of  all  of  the  effects,  accom- 
panied by  a  diminution  in  the  resistance  of  the  machine,  is 
observed  when  a  cross- wire  is  placed  so  as  to  divert  a  great 
portion  of  the  current  from  the  electro-magnet.  The  four 
inches  of  platinum  wire,  instead  of  flashing  into  redness 
and  then  disappearing,  remains  permanently  ignited.  The 
inductorium,  which  before  gave  no  spark,  now  gave  one  a 
quarter  of  an  inch  in  length,  water  was  more  abundantly 
decomposed,  and  all  the  other  effects  were  similarly  in- 
creased. 

"  I  account  for  this  augmentation  in  the  following  way  : 
Though  so  much  of  the  current  is  diverted  from  the  electro- 
magnet by  the  cross-wire,  the  magnetic  effect  still  continues 
to  accumulate,  though  not  to  so  high  a  degree  ;  but  the  cur- 
rent generated  by  the  armature,  passing  through  the  short 
circuit  formed  by  the  armature  branch  and  the  short  wire, 
experiences  a  far  less  resistance  than  if  it  had  passed 
through  the  armature  and  electro-magnet  branches,  and 
though  the  electro-motive  force  is  less,  the  resistance  hav- 
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ing  been  rendered  less  in  much  greater  proportion,  the 
resultant  effect  is  greater. 

"  I  must  observe  that  a  certain  amount  of  resistance  in 
the  cross- wire  is  necessary  to  produce  the  maximum  effect. 
If  the  resistance  be  too  small,  the  electro-magnet  does  not 
acquire  suflBcient  magnetism ;  and  if  it  be  too  great,  though 
the  magnetism  becomes  stronger,  the  increase  of  resistance 
more  than  counterbalances  its  effect. 

*'But  the  effects  already  described  are  far  inferior  to 
those  obtained  by  causing  them  to  take  place  in  the  cross- 
wire  itself.  With  the  same  application  of  force,  7  inches 
of  platinum  wire  were  made  red-hot,  and  sparks  were 
elicited  in  the  inductorium  2J  inches  in  length. 

'^  The  force  of  two  men  was  employed  in  these  as  well  as 
in  other  experiments.  When  the  interrupter  of  the  primary 
coil  was  fixed,  the  machine  was  much  easier  to  move  than 
when  it  acted.  For  when  the  interrupter  acted,  at  each 
moment  of  interruption  the  cross-wire  being,  as  it  were, 
removed,  the  whole  current  passed  through  the  electro- 
magnet, and  consequently  a  greater  amount  of  magnetic 
energy  was  excited,  while  in  the  intervals  during  which  the 
cross-wire  was  complete,  the  current  passed  mainly  through 
the  primary  coil. 

"  The  effects  are  much  less  influenced  by  a  resistance  in 
the  electro-magnet  branch  than  in  either  of  the  other 
branches. 

"To  reduce  the  length  of  the  spark  in  the  inductorium 
(the  primary  coil  of  which  was  placed  in  the  cross-wire)  to 
I  of  an  inch,  it  required  the  resistance  of  51  inches  of  the 
fine  platinum  wire  in  the  cross- wire,  5  inches  in  the  arma- 
ture branch,  and  4  in  the  electro-magnet  branch. 

"  When  there  was  no  extra  resistance  in  either  of  the 
branches,  the  length  of  the  cross-wire  being  only  about  a 
few  feet,  the  intensity  of  the  current  in  the  electro-magnet 
branch,  compared  with  that  in  the  cross-wire,  was  as  1  :  60 ; 
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and  when  the  resistance  of  the  primary  coil  of  the  induc- 
torium  was  interposed  in  the  cross- wire,  the  relative  inten- 
sities were  as  1  :  42. 

"  In  conclusion,  I  will  mention  that  there  is  an  evident 
analogy  between  the  augmentation  of  the  power  of  a  weak 
magnet  by  means  of  an  inductive  action  produced  by  itself, 
and  that  accumulation  of  power  shown  in  the  static  electric 
machines  of  Holtz  and  others,  which  have  recently  excited 
considerable  attention,  in  which  a  very  small  quantity  of 
electricity  directly  excited  is,  by  a  series  of  inductive  ac- 
tions, augmented  so  as  to  equal,  and  even  exceed,  the  effects 
of  the  most  powerful  machines  of  the  ordinary  construc- 
tion."—K.] 

A  comparison  of  the  two  addresses  shows  that  the 
dynamo-electric  machines  of  WTieatstone  does  not  differ 
materially  from  that  of  Siemens.  But  the  address  of 
Wheatstone  only  contains  the  facts  which  had  been  pub- 
lished by  Siemens  six  weeks  previously,  and  publicly  proven 
by  experiment.  The  reason  for  Wheatstone' s  claimed  nov- 
elty in  increasing  the  incandescent  effect  by  using  a  branch 
circuit  was  simply  that  he  made  the  respective  resistances 
very  uneven.  The  maximum  of  effect  is  had  when  the 
resistances  of  the  two  coils  are  the  same. 

[The  discovery  of  this  principle  of  "mutual  accumula- 
tion," as  it  is  now  sometimes  called,  is  claimed  by  other 
parties.  Prof.  Moses  G.  Farmer,  of  Massachusetts,  I  believe 
claims  priority ;  though  he  did  not  apply  for  a  patent  until 
1873,  and  a  patent  was  granted  to  him  in  1875.  His  claim 
on  that  point  reads  as  follows :  "A  dynamo-electric  ma- 
chine, constructed  substantially  as  set  forth,  in  which  the 
electro-magnetic  field  is  sustained  solely  by  the  magnetism 
produced  by  currents  which,  circulating  in  it,  are  evolved 
from  the  armature  which  rotates  in  this  field."  Clearly, 
then,  his  patent  is  anticipated  by  these  descriptions  made 
by  Siemens  and  Wheatstone  in  1867. 
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Furthermore^  a  patent  granted  to  Lontin  and  D'lvemois 
in  the  United  States  in  1869,  shows  a  machine  in  which  the 
magnetism  is  sustained  solely  by  the  currents  from  the 
armature.  Holmes  in  his  machine  also  used  part  of  the 
currents  to  sustain  the  magnetism.  Gramme,  in  his  U.  S. 
patent  of  1871,  describes  a  machine  in  which  the  current 
evolved  by  the  armature  sustains  the  magnetism  of  the 
machine. 

The  following  letter  from  Prof.  Moses  Q.  Farmer  explains 
his  claims  as  to  priority  in  discovery  of  the  principle  of 
mutual  accumulation : 

"Arukoton  Hexghts,  Feb.  10th,  1883. 

**N.  S.  Keith,  Esq.  : 

^^  Dear  Sir — I  have  not  all  my  notes  at  hand,  but  from 
what  I  have,  I  gather  the  following  : 

"  Some  time  in  the  early  part  of  the  year  1860,  a  friend 
described  to  me  an  invention  which  he  had  made  many 
years  previous,  and  which  he  called  a  cascade  or  cataract 
magneto-electric  machine. 

"It  was  to  be  constructed  in  the  following  manner: 
There  was  to  be  a  magneto-electric  machine  of  the  ordinary 
type,  having  a  field  formed  by  a  permanent  steel  magnet. 
In  the  field  of  this  magnet  was  to  revolve  an  armature 
which  was  to  generate  a  current  of  electricity  that  should 
energize  a  large  electro-magnet,  which  should  form  the 
second  field  of  the  magnetic  cascade.  In  the  electro- 
magnetic field  of  this  second  machine  was  to  revolve  a 
larger  armature,  which  should  furnish  a  current  to  support 
and  supply  the  electro-magnetic  field  of  a  third  and  stiU 
larger  magneto-electric  machine,  and  the  current  from  the 
armature  of  this  third  magneto-electric  machine  was  to  be 
used  either  for  the  purpose  of  performing  useful  external 
work  or  for  exciting  and  maintaining  the  field  of  a  much 
larger  machine.    It  is  evident  that  this  series  could  be  con- 
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~tinued  indefinitely,  limited  only  by  the  power  required  to 
^rive  the  several  machines.  While  thinking  over  the  pos- 
sibilities of  this  combination,  the  thought  occurred  to  me, 
Ti^hy  not  divert  a  portion  of  the  current  from  the  second 
armature  of  the  series  to  support  its  own  (second)  electro- 
magnetic field.  This  device  seemed  to  me  important,  and  I 
determined  at  some  future  time  to  develop  the  idea,  but  was 
at  that  time,  and  for  some  time  subsequently,  hindered 
from  trying  the  experiment,  and  it  was  not  until  April, 
1865,  that  I  found  opportunity  to  try  the  experiment.  I 
then  took  a  magneto-electric  machine  of  the  kind  generally 
in  use,  and  prolonged  or  supplemented  the  poles  of  the  per- 
manent field-magnet  by  the  use  of  two  (2)  soft  iron  projec- 
tions, each  having  a  coil  or  spool  of  wire  placed  upon  it. 

**  Beyond  these  was  placed  the  usual  revolving  armature 
'with  its  coils.  This  construction  or  combination  virtually 
amounted  to  the  insertion  of  two  (2)  straight  electro- 
magnets between  the  armature  and  the  poles  of  its  exciting 
field.  I  then  turned  the  current  from  the  armature  through 
the  coils  of  these  supplemental  field-cores,  and  found  that 
the  work  done  was  greater  when  the  supplementary  field- 
coils  were  used  than  when  they  were  omitted  and  the 
armature  revolved  simply  in  the  presence  of  the  permanent 
magnetic  field.  I  soon  after  that  built  a  machine  without 
any  permanent  magnet  in  it.  This  second  machine  very 
much  resembled  'Griscom's'  electro-magnetic  motor,  re- 
cently patented  in  the  United  States,  but,  owing  perhaps  to 
the  small  amount  of  wire  upon  the  electro-magnetic  field,  it 
did  not  succeed  in  solving  the  problem  of  mutual  accumu- 
lation, and  it  was  not  until  the  following  year  that  I  built  a 

third  machine  with  a  much  larger  magnetic  field,  and  then 

I  liad  the  satisfaction  of  seeing  the  problem  of  mutual  re- 

^on  and  accumulation  fairly  solved. 
^^This  third  machine  had  a  cast-iron  armature  of  the 

well-known   Siemens   type   of   1856.    This  armature  wao 
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about  four  (4)  or  five  (5)  inches  in  lengthy  and  perhaps  one 
and  a  half  (li)  inches  in  diameter.  It  had  two  (2)  independ- 
ent circuits  of  number  fourteen  (14)  copper  wire,  one  circuit 
had  two  (2)  layers  and  the  other  three  (3)  layers  of  wire. 
The  machine  had  two  (2)  commutators,  one  for  each  arma- 
ture circuit.  The  field  of  force  was  produced  by  an  electro- 
magnet, the  coils  of  which  had  an  external  diameter  of  six 
(6)  inches  and  a  length  of  about  eight  (8)  inches.  The  total 
weight  of  field  wire  was  sixty  (60)  or  seventy  (70)  pounds. 
The  weight  of  armature  wire  was  less  than  two  (2)  pounds. 
The  cores  of  the  field-magnet  were  two  (2)  inches  in  diajn- 
eter  and  eight  (8)  or  nine  (9)  inches  in  length.  The  distance 
apart  of  their  centres  was  about  six  and  one-half  (6|)  inches. 
Cubical  blocks  of  cast  iron  about  three  and  one-half  (3^) 
inches  on  a  side  were  used  as  prolongations  of  the  field- 
cores  and  to  abut  against  the  cast-iron  cheeks  within  which 
the  armature  revolved.  In  my  first  experiments,  I  excited 
the  electro-magnetic  field  of  this  machine  by  the  current 
from  a  powerful  thermo-electric  battery.  In  my  next  ex- 
periment, I  conducted  the  current  from  one  of  the  armature 
circuits  through  the  electro-magnetic  field,  and  used  the 
current  from  the  other  armature  circuit  to  do  external  work, 
and  found  that  it  would  do  as  much  work  as  two  (2)  Bunsen 
cells  of  a  gallon-jar  size.  I  next  included  the  two  (2)  arma- 
ture circuits,  also  the  field  circuit  and  the  external  circuit, 
all  in  series,  and  found  the  work  which  the  machine  would 
perform  was  very  greatly  increased.  Some  time  in  October, 
1866,  I  think  it  was,  I  wrote  some  account  of  my  experi — 
ments  to  Mr.  Henry  Wilde,  of  Manchester,  England,  and  h^= 
read  a  portion  of  my  letter  at  one  of  the  meetings,  at  whichza 
the  communications  of  Professor  Wheatstone  and  Mr.  C.  W"  • 
Siemens  were  under  discussion,  and  this  portion  of  m; 
letter  was  published  in  one  of  the  Manchester  philosophic 
magazines,  but  as  I  have  not  my  notes  with  me  I  am  unab^^ 
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to  fix  the  date,  but  think  it  was  published  some  time  in  Feb- 
ruary, 1867. 

"  Tours  respectfully, 

"  MOSES  G.  FAEMER.'' 


^*  Proceedings  of  the  Manchester  (England)  Literary  and 
Philosophical  Society,"  vol.  6,  page  107  : 

**Mr.  Wilde  has  also  received  a  letter  on  the  subject  of 
his  recent  experiments  in  magnetism  from  Moses  Q.  Far- 
mer, of  Salem,  Mass.,  U.  S.,  dated  Nov.  9th,  186G,  in  which 
he  says  that  he  had  obtained  an  increase  of  31  per  cent,  in 
the  power  of  a  magneto-electric  machine  by  transmitting 
the  current  from  the  armature  through  coils  of  wire  sur- 
rounding pieces  of  soft  iron  forming  the  prolonged  extrem- 
ities of   the   permanent  magnets  of   the  machine.     Mr. 
Farmer  in  the  same  letter  adds:    'I  have  built  a  small 
machine,  in  which  a  current  from  the  thermo-battery  ex- 
cites the  electro-magnet  of  your  machine  to  start  it,  and 
after  the  machine  is  in  action  a  branch  from  the  current  of 
the  magnets  passes  through  its  own  electro-magnet,  and 
this  supplies  the  magnetisms  required.    It  is  not  exactly 
like  a  person  standing  in  a  basket  and  trying  to  lift  himself, 
l)ecaiiBe  the  electricity  proceeds  from  the  conversion  of  the 
inechanical  energy,  which  must  be  continually  supplied. 
Ifeither  can  it  in  any  wise  be  likened  to  the  various  schemes 
for  producing  perpetual  motion,  but  depends  on  the  princi- 
ple that  the  actual  energy  of  the  mechanical  force,  con- 
jointly with  the  potential  energy  of  the  magnet,  can  develop 
*  greater  amount  of  potential  energy  than  is  originally 
^dent  in  the  magnet,  or,  in  other  words,  it  is  a  method 
^  converting  part  of  the  actual  energy  of  the  prime  mover 
^tothe  potential  energy  of  magnetism.^  " — K.] 
7 
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30.  Siemens'  D^'namo-JSlecti-ic  Afa* 
cbine.  Tlie  arrangement  and  action  of  the  parts  of 
the  sLmplest  dynamo-electric  machine,  built  on  the  plan 
of  Siemens,  can  be  seen  in  Fig.  82.      B  B  are  the  limbs 


DflMmp-ElKlric  Mv) 


of  the  electro-mi^net.  The  cores  are  plates  of  soft  iron 
about  60  centimetres  long,  50  centimetres  wide,  and  10  cen- 
timetres thick.  They  are  bolted  to  the  cast-iron  head-block 
in  obvious  manner.  They  are  wound  each  with  27  metres 
of  a  thick,  well  insulated  copper  wire.  The  pole  ends  are 
at  C  C,  and  they  are  cut  out  in  the  shape  of  a  "circle- 
segment"  to  partially  envelop  the  armature  n.  [The  figure 
does  not  show  the  circular  cut.  —  E.]  The  armature  is  of 
the  Siemens  type  previously  described. 

[Having  such  a  commutator  as  is  shown  in  Fig.  63,  it  is 
strange  that  the  drawing  and  Dr.  Schellen's  description 
show  the  springs  1  and  3  bearing,  one  upon  an  insulated 
sleeve  and  the  other  on  the  axis,  which  latter  is  connected 
with  one  end  of  the  wire  of  the  armature,  and  the  former 
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with  the  other  end,  which  arrangement  has  previously 
been  described  herein  as  that  for  collecting  alternate  cur- 
rente. — K.] 


Dfium,. 


As  the  clamps  a  h  are  in  connection  with  the  ends  d  c  of 
the  wire  convolutions  of  the  electro-magnet  B  B,  it  is  clear 
that  the  induced  currents  of  the  armature  n  have  a  course 
through  I,  a,  d,  B,  B,  c,  h  and  3,  and  strengthen  its  mag- 
netism. The  arrangement  for  rotating  the  armature  is  not 
shown,  as  that  can  be  effected  by  any  proper  mechanical 
means. 

Before  the  machine  will  work  it  is  necessary  to  mag- 
netize the  electro-magnet  by  passing  an  electric  current 
through  its  coils.     [It  may  be  magnetized  by  magnetic  con- 
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tact. — K.]  The  remanent  magnetism^  or  as  it  is  also  called 
the  residual  magnetism,  is  sufficient  then  to  generate  a 
current  in  the  armature  for  the  start. 

As  soon  as  the  armature  is  rotated  weak  induced  cur- 
rents arise  in  its  coils,  which,  flowing  through  the  coils  B  B, 
increase  the  magnetism  of  their  cores,  and  therefore  the 
induced  currents  of  the  armature,  and  so  on,  progressively, 
until  the  maxima  of  magnetism  and  electric  current  are 
reached,  which  are  limited  by  the  mass  of  iron  and  the 
speed  of  the  armature  rotation. 

Because  the  principle  of  this  machine  is  based  upon  the 
conversion  of  mechanical  energy  into  electrical  and  mag- 
netic for  ^  it  has  received  the  name  of  dynamo-electrtCy  or 
dynaino^tmgnetic  machine.  [Figure  83  illustrates  one  of 
Wheatstone's  dynamos  made  at  about  the  same  time.] 
The  history  of  the  discovery  of  the  principle  of  **  mutual 
accumulation"  would  be  incomplete  without  reference  to 
the  claims  made  in  behalf  of  Hjorthy  Varley  and. an  un- 
known inventor. 

In  1854  Hjorth  set  forth  in  certain  British  patents  a  com- 
bination of  permanent  magnets  with  electro-magnets,  to- 
gether constituting  the  field  of  force  magnets  of  a  machine. 
The  armature  coils  and  electro-magnet  coils  are  placed  in 
series,  on  one  circuit,  as  in  the  modem  dynamos ;  he  did 
not  trust  to  residual  magnetism  on  which  to  build,  but  de- 
pended upon  the  permanent  magnets  to  induce  a  current  in 
the  armature,  which  current  raised  the  strength  of  the 
electro-magnetic  field. 

In  1858  an  unknown  inventor  secured  provisional  pro- 
tection under  British  laws  in  the  name  of  J.  H.  Johnson,  a 
patent  agent,  for  a  dynamo-electric  machine.  His  specifi- 
cation contains  the  following  words  :  "It  is  also  proposed 
to  employ  the  electro-magnets  in  obtaining  induced  elec- 
tricity, which  supplies  wholly  or  partially  the  electricity 
necessary  for  polarizing  the  electro-magnets,  which  elec- 
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tricity  would  otherwise  be  required  to  be  obtained  from 
batteries  or  other  known  sources. "  It  would  seem  that  this 
inventor  did  not  have  faith  enough  in  his  proposition  to 
cause  him  to  complete  his  patent  by  further  payments  in 
order  to  get  the  Great  Seal  and  the  protection  which  ac- 
companies it. 

December  24th,  1866,  Mr.  S.  Alfred  Varley  filed  in  the . 
British  patent  office  a  provisional  specification  for  a  dy- 
namo-electric machine,  but  under  the  law  this  was  not 
published  until  July,  1867. 

Like  many  other  important  discoveries  this  seems  to 
have  been  made  by  various  scientific  men,  Farmer^  Sie- 
menSf  Wheatstone,  and  Varley,  almost  simv  "»neously. 
Their  discovery  was  due  to  the  advances  in  the  Wence  and 
art  which  made  clear  this  next  step.  The  machine  of 
Hjorth  was  not  a  dynamo  in  the  strict  sense,  and  the  un- 
known inventor  was  probably  an  impractical  dreamer  at 
that  day,  unwittingly  far  ahead  of  his  time.  —  K.] 


&Ym  Siemens-Ualjslie'N  II>yiiaiiio-Elec- 
"tric  ^la,i*m  ancl  IMiiio  Exploclev.  If,  with 
the  previously  described  machines,  after  rotating  the  arma- 
ture until  the  electro-magnets  become  quite  strong,  the 
circuit  be  broken,  at  that  break  a  strong  spark  will  be  pro- 
duced at  the  moment  of  breaking,  which  is  well  adapted  to 
the  firing  of  explosives  in  mining.  In  somewhat  a  like 
way,  when  the  magnetism  has  become  sufficiently  strong, 
the  current  may  be  suddenly  turned  into  a  branch  circuit, 
where  it  may  ring  alarm-bells  or  work  other  signalling 
api)aratu8. 

It  was  for  such  a  purpose  the  first  one-armature  dynamo- 
electric  machine  was  built  by  Siemens.  This  was  the 
machine  with  which  he  publicly  experimented  in  Decem- 
ber, 1866,  and  exhibited  at  the  Paris  World's  Fair  in  1867  as 
a  scientific  novelty. 


150  DTNAHO-BLBCTRIC    UACHINBB. 

Fig.  84  Bhow8  the  machine  in  perspective,  and  Fig.  86  i 
a  diagram  showing  the  circuit  arrangement. 


S!imtHfIfalilti-i  Dynama-Elfct 


E  iB  the  electro-magnet ;  B  B  are  the  poles,  which  have 
faces  concentric  with  the  armature  A  in  a  great  part  of  ita 
length  and  circumference,  and  are  as  close  to  the  annatUTe 
as  possible  and  allow  it  to  freely  rotate  without  touching" 
them.  In  Fig.  85,  the  armature  is  shown  in  its  real  posi* 
tion,  but  for  purposes  of  illustration  it  is  also  shown 
removed  and  enlarged,  as  the  course  of  the  entire  circuit 
can  be,  in  that  way,  better  followed. 

By  the  crank  the  two  cog-wheels  R  r'  are  put  in  motioiu 
Rapid  rotation  is  thus  given  to  the  armature  A  through  the- 
pinion  t.  C  is-  the  commutator  of  common  construction, 
having  springs  pressing  on  it  diametrically  opposite.  The- 
wheel  r'  at  the  same  time  turns  the  wheel  r  upon  which  the^ 
circuit  closing  and  opening  disk  F  is  fastened.  This  disk: 
has  a  slot  cut  in  its  periphery,  into  which  the  projection  » 
of  the  lever  D  falls  at  each  two  rotations  of  the  cranfc_ 
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When  the  projection  o  is  not  in  the  slot  it  slides  on  the  disk 
Fy  keeping  a  spring  on  the  lever  D  in  contact  with  the  con- 
tact-screw 8,  as  shown  more  clearly  in  Fig.  85. 


Fio.  8S. 


OL.W. 


Circuit  of  Mint  Exploder, 


The  operation  of  the  machine  is  as  follows  :  In  starting 
at  first,  a  current  from  a  galvanic  battery  is  caused  to  pass 
through  the  wire  convolutions  of  the  electro-magnet  for  a 
moment.  Enough  magnetism  will  remain  for  all  time  to 
start  the  current  when  the  armatiire  is  rotated. 

By  turning  the  crank,  the  armature  will  be  rotated,  cur- 
rents generated  in  its  coils  pass  through  commutator  C  C 
over  X  y,  and  traverse  the  convolutions  of  the  electro- 
magnet in  the  course  x,  C,  1,  «,  d,  e",  2,  E,  3,  C\  and  y.  The 
building  up  of  the  current  and  magnetism  progresses  as 
before  described. 

The  short  circuit  is  closed  during  the  time  that  the  pro- 
jection o  bears  upon  the  disk  F  in  its  rotation,  as  d  is  in 
contact  with  a.  But  when  the  cut  allows  o  to  enter  it  and 
d  to  fall,  that  circuit  is  opened,  and  the  current  takes  the 
long  circuit  through  L,  L  W,  etc. 
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These  last  letters  may  represent  the  mines  to  be  fired, 
the  alarm-bells  rung,  etc. 

The  short  circuit  having  small  resistance,  allows  the 
flow  of  enough  current  to  fully  charge  the  magnet,  but 
when  the  long  circuit  only  comes  momentarily  into  use,  the 
magnetism  is  nearly  all  discharged  with  considerable  ten- 
sion and  a  like  current  of  electricity  through  it. 

When  o  again  raises  d  in  contact  with  5,  current  flows 
almost  entirely  again  through  the  short  circuit,  recharges 
the  magnet,  and  continued  rotation  repeats  the  discharge. 

Besides  the  small  machine  driven  by  hand,  Siemens  and 
Halske  exhibited  at  the  Paris  exposition  a  larger  four- 
armature  machine  of  similar  construction. 

3S.  Smitli's  £:ieetrie  BlsLsttingr  I^Xa- 
oliiiie.  Figures  86  and  87  show  longitudinal  and  cross 
sections  of  the  **  Electric  Blasting  Machine'*  made  by  the 
Rend-rock  Powder  Co.,  New  York  City,  and  is  the  invention 
of  H.  J.  Smith.  The  armature  and  field  electro-magnet  are 
of  the  kind  last  described. 

The  rack-bar  is  first  drawn  upward  as  far  as  possible, 
but  without  rotating  the  armature,  by  reason  of  the  ratchet- 
like  engagement  of  the  pinion  C  with  the  armature.    On 
pushing  the  rack-bar  rapidly  downward,  the  ratchet-teeth 
of  the  pinion  engage  with  like  teeth  fixed  to  the  head  of  th^ 
armature,  and  the  armature  is  rapidly  rotated.    The  cur- 
rent generated  in  the  armature  is  passed  through  the  coils 
of  the  field-magnet  to  the  spring  D,  and  through  E  back 


the  armature  through  the  commutator  F.    The  wires  pass-  - 
ing  to  and  from  D  and  E  are  connected  each  to  a  bindinj 
post,  one  of  which  is  shown  at  the  left  of  Fig.  86.    Froi 
these  posts  the  circuit  to  the  fuses  to  be  ignited  is  led.    Th_ 
spring  contacts  D  and  E  serve  to  open  or  close  the  circuit 
low  resistance  of  which  they  are  a  part.    The  circuit  to 
fuses  is  a  derived  one  of  much  higher  resistance.    Wh^^ 
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■the  rack-bar  is  pushed  downward,  the  greater  part,  by  far, 
of  the  current  flows  through  D  and  E,  until  the  magnetic 


strength  of  the  field  is  raised  to  its  highest.  At  that  instant 
the  lower  end  of  the  bar  strikes  the  spring  D  and  moves  it 
away  from  E,  breaking  that  circuit. 

A  very  intense  current  of  high  electro-motive  force  then 
flows  in  the  circuit  to  the  fuses,  where  it  heats  to  incandes- 
cence bits  of  platinum  wire,  which  in  their  turn  ignite  the 
fulminate  enveloping  them.  Though  the  armature  stops 
with  the  cewation  of  motion  of  the  bar,  the  accumulated 
energy  is  discharged  as  a  current  of  electricity  in  the  only 
circuit  left, — that  through  the  fuses. 
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In  the  figures,  ^'A  is  the  field  electro-magnet;  B  the 
armature ;  C  the  loose  pinion,  its  teeth  engaging  the  rack- 
bar,  and  by  clutching  also  engaging  with  the  spindle  of  the 
armature  on  the  downward  stroke  (only)  of  the  rack-bar ; 
D  the  spring,  which,  when  struck  by  the  foot  of  the  rack- 
bar,  breaks  the  contact  between  two  small  platinum  bear- 
ings, and  this  causes  the  whole  current  of  electricity  to  pass 
through  the  outside  circuit,  the  leading  wire  and  fuses ;  E, 
the  two  platinum  bearings,  one  on  the  upper  face  of  the 
spring,  and  the  other  on  the  under  side  of  the  yoke  over  the 
spring ;  and  F  the  commutator/' 

The  machine  as  made  for  the  market  weighs  about  six- 
teen pounds  and  occupies  considerably  less  than  one-half 
cubic  foot  of  space. 

30.  Ladd's  Tvro-A.iTiiatiM»e  I>yna- 
mo-Electric  IMachine.  March  14th,  1867,  WiU 
liam  Ladd,  proprietor  of  a  renowned  mechanical  and  opti- 
cal workshop  in  London,  made  a  communication  to  the 
Royal  Society y  under  the  title  ^^  On  a  Magneto-Electric  Ma-, 
chine/'  as  follows  : 

"In  June,  1864,  I  obtained  of  Wilde  a  small  magneto- 
electric  machine,  which  consisted  of  six  magnets  and  a 
Siemens  armature.  I  endeavored  to  improve  upon  it,  and 
to  make  a  machine  to  light  the  Abel  fuse.  I  attained  this 
by  making  circular  grooves  in  the  magnet  poles,  in  which 
grooves  the  armature  was  rotated.  By  the  aid  of  this 
arrangement  it  was  possible  to  give  the  electro-magnet 
great  strength. 

"  My  assistant  afterwards  told  me  that  it  would  be  im- 
proved by  winding  the  armature  with  two  wires,  one  of 
which,  by  its  current,  could  be  used  to  sustain  the  mag- 
netism of  the  electro-magnet,  and  the  other  current  could 
be  employed  for  exterior  work.    Two  armatures  could  also 
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be  used,  one  for  sustaining  the  magnetism  and  the  other 
for  firing  mines,  or  for  other  purposes. 

**  For  want  of  time  I  could  not  pursue  these  ideas  any 
further  at  the  time.  But,  after  the  interesting  treatises  of 
Siemens  and  Wheatstone,  I  brought  the  idea  forward  and 
gave  it  the  following  execution  : 

"Two  plates  of  soft  iron,  each  7^  inches  long,  2 J  inches 
wide  and  \  inch  thick,  were  wound  separately  around  their 
middles  with  about  30  yards  of  No.  10  insulated  copper 
wire,  and  provided  at  each  end  with  shoes  of  soft  iron  in 
such  a  manner  that  when  placed  one  over  the  other,  spaces 
were  left  in  which  two  Siemens  armatures  could  rotate. 
Each  of  these  armatures  was  wound  with  about  ten  yards 
of  No.  14  insulated  copper  wire.  The  ends  of  the  wire  of 
one  of  the  armatures  were  in  continuous  connection  with 
the  wire  coils  of  the  electro-magnet,  while  the  current  of 
the  other  armature  was  entirely  free  and  could  be  employed 
for  any  purpose.  Though  the  machine  was  roughly  made 
on  a  small  scale,  and  only  intended  to  illustrate  the  princi- 
ple, a  platinum  wire  3  inches  long  was  made  to  glow." 

Ladd  took  his  exhibition  machine  to  Paris  in  May,  1867. 
To  him  belongs,  without  doubt,  the  honor  of  having  first 
perfected  a  dynamo-electric  machine  with  two  armatures. 
As  his  communication  shows,  he  does  not  claim  to  have 
discovered  the  principle  involved. 

Fig.  88  shows  Ladd's  exhibition  machine.  The  two  fiat 
cores,  B  D,  of  soft  iron  are  60  centimeters  long,  50  broad,  1 
thick,  and  placed  parallel  about  8  centimeters  apart.  Each  of 
these  is  wound  with  27  metres  of  thick,  well  insulated  copper 
wire.  The  four  ends,  A  A,  of  these  iron  plates  project  on 
the  sides  of  the  wire  coils,  and  are  attached  to  four  blocks, 
C  C  C  C,  which  are  curved  to  form  the  poles  of  two  distinct 
electro-magnets,  and  partially  surround  the  armatures. 
The  coils  are  so  connected  that  a  current  passing  through 
them  would  magnetize  the  poles  with  opposite  polarity. 
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Between  these  four  pole-faces  two  Siemens  armatuj 
m  w,  are  set  in  rapid  rotation  by  a  steam  engine.  Curre 
are  generated  in  the  manner  hereinbefore  described.  1 
current  from  armature  n  is  conducted  through  the  coilf 
the  two  electro-magnets  B  D  as  shown.  The  current  fr 
the  other  armature  is  conducted  through  the  conunuta 
m,  springs  F'  and  spiral  wires  to  the  electric  light  H. 


LadJ'l  Mackin. 


With  this  machine,  as  with  others  of  its  class,  it 
necessary  to  give  the  cores  of  the  magnet  some  magnff 
polarity  before  it  will  generate  current. 

The  armature  at  the  right  sustains  the  magnetism,  a 
that  at  the  left  is  free  to  be  used  for  industrial  purposes. 

In  the  machine  at  the  Paris  exposition  the  second  am 
ture  was  almost  double  the  diameter  of  the  other,  and 
circuit  included  a  Duhoscq  lamp  or  regulator.  It  was  stat 
that  one  horse-power  applied  to  this  machine  gave  a  lij 
equal  to  one  produced  by  40  Bunsen  cells  of  medium  si 
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The  same  current  heated  a  platinuzu  wire  more  than  1  metre 
long  and  (  millimeter  in  diameter  white-hot.  The  maximum 
number  of  rotations  of  the  armatures  was  1800  per  minute. 


In  the  dynamo-electric  machines  built  later  by  Ladd 
and  by  Ruhmkorff,  who  had  obtained  the  right  from  Ladd  to 
build  machines  after  his  English  pattern,  a  return  was 
made  to  the  one-armature  system,  not  only  for  the  small 
machines  made  for  experimental  purposes  in  physical  cab- 
inets and  chemical  laboratories,  but  also  for  the  large  ma- 
chines built  for  the  production  of  electric  light. 

Ladd's  machine  (Fig.  89)  then  consisted  of  an  electro- 
magnet set  in  vertical  position  as  in  Wilde's  machine  (Fig. 
72),  having  a  core  of  wrought  iron,  with  shoes  at  the  poles, 
cut  out  in  B^^ental  form  for  the  reception  of  the  ar- 
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In  this  way  the  apparatus  had  but  one  magnet  with  two 
poles,  which  were  elongated  along  the  axial  direction  of  its 
armature.  The  armature  was  made  up  of  two  Siemens' 
armatures  placed  end  to  end,  but  fastened  together  so  that 
two  axial  extensions  answered  for  both.  These  two  divi- 
sions had  their  magnetic  axes  at  right  angles,  and  each 
had  its  own  independent  wire-coil.  One  was  about  one^ 
half  the  length  of  the  other,  and  its  wire-coils  were  con- 
nected through  the  usual  commutator  on  the  axial  exten- 
sion and  the  springs  and  connections,  with  the  coils  of  the 
electro-magnet,  which  it  served  to  charge  with  magnetism. 
The  ends  of  the  other  coil  were  carried  to  insulated  rings 
on  the  other  axial  extension,  and  by  springs  to  the  outer 
circuit  for  cases  in  which  alternate  currents  were  desirable. 

In  cases  where  currents  of  one  direction  were  wanted 
the  usual  commutator  was  used.  The  principles  and  opera- 
tion hereinbefore  described  apply  to  this  machine.  They 
have  been  made  of  small  size,  to  be  worked  by  hand-power, 
of  a  strength  of  4  or  5  Bunsen  cells,  as  well  as  of  large 
dimensions  for  the  application  of  steam-power  in  the  pro- 
duction of  electric  light. 

Experiments  with  the  large  machines  showed  that  from 
various  causes  they  became  so  strongly  heated  as  often  to 
bum,  or  char,  the  insulating  materials  to  the  extent  of 
making  the  machine  useless  until  repaired. 

This  extraordinary  heat  is  due  to  the  strong  resistance 
which  the  machine  offers  to  the  rotation  of  its  armature  by 
reason  of  the  attraction  of  the  electro-magnet  for  the  arma- 
ture-core. The  power  employed  is  only  partially  converted 
into  magnetism  and  electricity,  while  the  rest  is  converted 
into  heat,  which  is  not  only  lost,  but  exerts-  a  deleterious 
effect  upon  the  machine  as  described.  These  phenomena 
account  for  the  waste  of  mechanical  power  applied  to  such 
dynamo-electric  machines. 

Ladd  has  endeavored  to  counteract  to  some  extent  the 
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evils  attending  the  production  of  heat  in  the  machines,  by- 
causing  a  current  of  cold  water  to  run  through  the  interior 
of  the  armature,  in  passages  constructed  for  the  purpose. 

[The  explanation  given  by  Dr.  Schellen  of  the  conserva- 
tion of  the  mechanical  power  applied  to  the  machines  is  not 
a  satisfactory  one.  The  mechanical  power,  neat,  magnetism, 
and  electricity  are  merely  the  names  of  different  manifesta- 
tions of  one  agent,  energy.  In  the  assemblage  of  materials 
which  make  up  the  machine  and  circuit  no  one  of  these 
manifestations  is  exhibited  without  all  the  others.  A  defi- 
nite amount  of  heat  is  due  to  a  definite  current  of  electricity 
in  a  given  resistance,  and  so  also  to  a  defined  dynamic 
action  and  to  magnetism,  interchangeably  and  interde- 
pendently.  There  are  currents  of  electricity  generated  in 
value  due  to  the  heat  exhibited,  but  as  the  assemblage  of 
materials  in  this  machine  are  not  such  as  to  allow  of  the 
complete  utilization  of  them,  exterior  to  the  machine,  they 
having  only  local,  interior  circuits  in  which  to  act,  some 
physicists  have  erroneously  given  the  explanation  which 
implies  that  only  heat  is  produced.  Heat  results  from  the 
local  and  amperean  currents  generated  in  the  iron  masses. 
-K.] 

40«  SieTiieiiH-Ha.lHke  TAVo-Armfttrxre 
I>yiiaiiio-Electric  3Iacliine  was  constructed 
so  that  various  combinations  could  be  made  of  varying 
lengths  of  wire  to  each  armature  and  electro-magnet.  The 
completed  machine  weighed  1000  kilogrammes.  The  weight 
of  insulated  copper  wire  on  the  two  armatures  and  the  elec- 
tro-magnets was  208  kilogrammes.  The  wire  was  2\  milli- 
metres in  diameter  on  each  armature,  and  weighed  30 
kilogrammes.  The  wire  on  each  limb  of  the  magnet 
weighed  60  kilogrammes,  and  was  3  millimetres  in  diam- 
eter. Each  armature  had  about  200  convolutions  and  a 
resistance  of  1.57  ohms. 
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Each  magnet  limb  had  about  400  convolutions  and  a 
resistance  of  0.28  ohms.  The  resistance  of  the  wire  of  the 
whole  machine  was  about  3.80  ohms. 

tJnder  the  common  arrangement,  by  which  one  armature 
charged  the  field  electro-magnets  and  the  other  gave  the 
working  current,  a  motor  of  four  or  five  horse-power  was 
required,  and  the  dynamic  and  light  effects  were  uncom- 
monly strong  and  appropriate  to  the  size  of  the  machine. 
The  decomposition  of  water  gave  10  cubic  centimetres  of 
oxy-hydrogen  gas  per  second.  The  electric  light  was  ex- 
tremely intense  and  even  blinding  in  daylight. 

[4r  1  •    Hoclilia.iiseii's   T>yiia.mo-Slectirio 
3!l!a.cl]iiie  foi*  Gra.l\^a.iiopla.stic  Piii*poses. 

This  machine,  the  invention  of  William  Hochhausen,  is 
illustrated  in  Figs.  90  and  91.  The  electro  field-magnet 
resembles  that  of  Wilde,  Fig.  72,  as  does  its  armature.  It 
is  inverted  so  that  its  poles  are  at  the  top.  This  is  done  for 
convenience,  as  it  raises  the  working  parts  to  a  position 
that  allows  access  to  them  without  inconvenience.  The 
armature  has  a  section  resembling  that  shown  in  Figs.  67 
and  68.  Instead  of  having  a  uniform  cross-section  like 
that  of  Fig.  68,  the  segmental  parts  are  decreased  in  section 
at  their  edges,  near  the  centre  of  the  length  of  the  arma- 
ture, so  that  in  their  passage  from  the  poles  during  rotation 
the  change  of  magnetism  is  more  gradual,  or,  in  other 
words,  less  abrupt.  This  construction  somewhat  lessens 
the  spark  which  is  seen  at  the  commutator  when  an  arma- 
ture of  the  former  construction  is  used.  The  machine 
shown  in  Fig.  91  is  mounted  upon  a  stand  of  cast-iron, 
which  carries  a  countershaft  with  tight  and  loose  pullciy, 
and  at  the  end  a  cone  pulley  for  belting  to  the  armature, 
for  the  purpose  of  changing  the  speed.  The  pulley  on  the 
armature  is  attached  to  a  heavy  disk  of  iron  which  acts  as 
a  fly-wheel,  to  insure  steadiness  of  motion.    The  space 
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between  the  poles  of  the  field-ma^et  is  covered  by  sections 
of  non-magnetic  metal,  so  as  to  enclose  the  armature  space 
as  in  a  water-tight  cylinder.  A  small  stream  of  water  is 
admitted  through  the  nozzle  shown  on  the  top  of  the 
machine,  and  is  allowed  to  flow  out  below,  through  an  out- 
let not  shown,  for  the  purpose  of  conducting  away  heat 


Drnamt-EtrcMe  MaiUm  (/arf^fsr  Galvaneplatta 


which  is  generated  in  the  armature  during  its  working 
Trhen  heavy  currents  are  produced.  One  end  of  the  arma- 
ture coil  of  wire,  or  other  conductor,  is  fastened  to  the  iron 
core  of  the  armature  ;  while  the  other  end  is,  by  an  exten- 
sion, carried  through  the  axis  of  the  armature  at  the 
commutator  end  and  connected  with  one  division  of  the 
commutator.  The  other  division  of  the  commutator  is 
cotmected  directly  to  the  metal   of   the   armature.    The 


163 


DTNAUO-ELECTRIC    HACHINBS. 


brushes  for  collecting  the  current  are  carried  upon  a  yoke, 
and  are  insulated  on  it  from  each  other.  One  of  the  brushes 
is  electrically  connected  directly  with  one  of  the  binding- 
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-posts  shown  on  the  front  end,  while  the  other  brush  ia  * 
connected  to  one  end  of  the  coils  of  the  field-magnet.  In  - 
the  machine  illustrated  the  magnet  conductors  are  made  of  - 
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sheet  copper,  and  the  separate  coils  are  insulated  from  one 
another  by  sheet  paper,  or  other  insulating  material.  The 
final  end  of  the  coils  is  connected  with  the  other  binding- 
post.  The  device  shown  upon  the  right  of  the  figure  will  be 
described  in  the  section  treating  of  regulation  of  currents. 
The  lever  shown  upon  the  left  of  the  machine  is  for  the 
purpose  of  shifting  the  driving-belt  from  the  tight  to  loose 
pulley,  or  the  reverse,  in  obvious  manner. 

The  front  of  this  machine  carries  an  arrangement  for 
preventing  the  change  of  polarity  in  cases  when  in  galvano- 
plastic  work  i>olarization  of  the  solution  takes  place.  This 
will  be  described  in  a  subsequent  section.  The  following 
table  shows  the  sizes  and  efficiencies  of  the  machines  man- 
ufactured of  this  class.  Large  numbers  of  them  are  in  use 
in  the  United  States,  some  having  been  in  constant  use  for 
over  five  years  with  great  satisfaction. 


WEIGHT. 


.  No.  1 . . . 


L 


.4     a 

^m  •  •  • 

**      SI 

o>  •  •  • 


900  pounds. 
000      " 

1800      '' 


DKPO!«mnN 

OF  SiLTEB 
IlOUB. 


25  oaoces. 
75      *' 


Electbottpino. 

A  Good  Shkll 

Obtained  iu  3  hoars. 


10  square  feet. 


«i 


80       •* 
100       " 


(i 


Power  ComvwKD. 


1-3  Horse-power. 


1 
8 


i» 


t» 


It 


The  large  machines  do  not  have  the  attached  counter- 
shaft and  pulleys.  One  is  shown  in  Fig.  90.  All  of  the 
machines  have  a  resistance  wire  connecting  the  extreme 
ends  of  the  field-magnet  coils,  for  the  purpose  of  adjusting 
the  intensity  of  the  magnetic  field.  In  the  manufacture  of 
the  machines,  more  convolutions  of  the  copper  plates  on  the 
field  magnets  are  made  than  are  necessary  for  the  desired 
strength  of  magnetism,  and  then  under  a  running  test  this 
resistance  helix  (shown  on  the  front  of  the  machine,  Fig. 
91,  just  at  the  top  of  the  stand)  is  attached.  The  resistance 
of  the  helix  is  made  of  such  value  that  just  enough  current 
flows  through  it,  instead  of  through  the  field-magnet  coils, 
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to  obtain  the  proper  reduction  of  magnetism.  This  is  done 
as  the  easiest  way  of  compensating  for  the  varying  qualities 
of  iron  used  in  the  magnet  cores. 

■4ri£.   "Weston's  Dynamo-Electric  I\Ia^ 
chine    ioi-    Oalvanoplastic    Purposes   is 

represented  by  Figs.  92  and  03.  Fig.  92  ehowB  the  machine 
in  perspective,  and  Fig.  93  opened,  to  illustrate  the  con- 


nections and  internal  arrangements.  To  the  iron  dnmi  six 
cast-iron  electro-magnets,  B.  are  fastened  by  means  of 
screws.  Sometimes  these  magnets  are  made  hollow,  bo 
that  water  may  be  conducted  through  them  for  the  purpose 
of  cooling. 

Upon  one  side  of  these  magnet  cores,  and  enclosed  by 
the  coils,  are  placed  permanently  magnetized  steel  plates, 
which  serve  to  keep  up  the  magnetization,  so  that  they  may 
not  easily  be  demagnetized  by  return  currents  due  to  polar- 
ization of  the  electrolyte.  The  wires  forming  the  coils  of 
these  magnet-cores  are  connected  together  at  one  end,  so  as 
to  form  three  derived  circuits  that  follow  the  several  mag- 
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net  poles  in  such  a  way  that  the  ends  pointing  to  the 
common  centre  are  polarized  alternately,  that  is  to  say,  that 
«ach  pole  has  upon  either  side  poles  of  unlike  name. 


After  the  same  plan,  the  six  smaller  electro-magnetB,  AB, 
Fig.  93a,  have  wire  coiled  about  them  parallel  with  the  axis  of 
lotation,  in  sudhlBi  manner  that  if  a  current  be  passed  through 
the  coils  the  llxr  arms  will  be  magnetized  in  alternately 
opposite  manner.    This  is  the  armature,  and  the  faces  A  of 


it  form  the  poles  ;  and  when  the  armature  is  rotated,  they 
receive  magnetism  consecutively  of  opposite  name  six  times 
in  each  rotation  of  the  axis.    Consequently,  the  wire  coils 
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of  the  electro-magnets,  AB,  will  have  currents  induced  in 
them  in  different  directions,  but  since  the  wires  branch  be- 
tween them,  the  currents  meet  at  this  junction  and  take  one 
direction.  We  may  therefore  consider  each  two  connected 
electro-magnets  as  a  single  horseshoe  magnet,  and  say  that 
the  three  wires  of  such  a  compound  magnet  have  currents 
passing  through  them  in  the  same  direction.  This  direc- 
tion changes  six  times  with  each  rotation  of  the  shaft,  so 
that  the  currents  produced  are  alternating  ones,  which  are 
diverted  into  uniform  direction  by  means  of  the  conmiuta- 
tor  shown  at  F  in  Fig.  92,  and  at  C,  Fig.  93a. 

The  part  C  is  insulated  from  the  shaft  and  from  the 
other  parts,  except  one  set  of  ends  of  the  coils  of  the  arma- 
ture. It  resembles  a  broad-faced  cog-wheel  with  three  cogs 
only.  The  second  part  is  so  made  that  its  arms  nearly 
fill  the  spaces  between  the  cogs  of  the  first,  and  it  is  con- 
nected with  the  other  ends  of  the  coils  of  the  armature. 
These  two  parts  are  well  insulated  from  each  other. 
Brushes,  I,  Fig.  92,  bear  upon  the  commutator  at  diametri- 
cally opposite  points,  so  that  during  rotation  each  presses 
upon  one  or  the  other  of  the  divisions.  They  are  so  placed 
in  relation  to  the  commutator  that  at  the  moment  of  change 
of  direction  of  the  current  during  rotation,  one  part  of  the 
commutator  passes  from  under  the  brush  which  was  bear- 
ing upon  it,  and  the  other  part  passes  into  contact.  Thus 
it  is  the  currents  having  alternating  direction  are  turned 
into  one  direction. 

The  dynamo-Qlectric  principle  is  carried  out  by  connect- 
ing one  brush  with  one  end  of  the  conductor  passing 
around  the  cores  of  the  electro-magnets,  while  the  other 
end  of  the  conductor  is  connected  by  means  of  a  binding- 
screw  with  the  external  circuit,  and  this  again  with  the 
second  brush  through  the  other  binding-screw.  In  this  way 
the  current  produced  in  the  armature  passes  through  the 
conductor,  thereby   magnetizing  the   electro-magnets    B, 
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then  through  the  external  circuit  (say  an  electro-plating 
bath)  to  the  second  brush,  and  through  it  and  the  commuta- 
tor back  to  the  coils  of  the  armature. 

In  constructing  this  machine,  the  magnet-poles  are  made 
to  pass  as  closely  to  each  other  as  possible  without  contact. 
The  armature  electro-magnets  are  made  of  the  finest  and 
softest  iron,  so  that  they  may  readily  and  rapidly  change 
their  polarity. 

This  machine  is  built  for  galvanoplastic  purposes,  but 
without  a  safety-switch  is  not  adapted  to  the  work,  by  rea- 
son of  the  liability  to  change  of  polarity  and  direction  of  the 
current  by  a  return  current  from  electrolytes  which  become 
I>olarized  during  electrolysis,  when  the  machine  decreases 
in  speed  below  a  certain  point.  To  prevent  this  taking 
place,  Weston  devised  some  ingenious  contrivances,  one  of 
which  is  shown  at  B,  Fig.  92,  which  will  be  considered  in 
Vol.  II.  One  advantage  of  this  machine  is  that  the  parts 
subject  to  wear  in  all  machines  of  like  size  are  made  inter- 
changeable, so  that  such  parts  can  be  replaced  at  short 
notice. 

It  is  claimed  for  this  machine,  that  while  it  has  only 
half  the  size  and  weight  of  other  apparatus  intended  for  the 
same  purpose,  it  produces  fully  as  powerful  effects,  even 
with  a  low  number  of  rotations  per  minute  (450  to  800). 

43.  The  X>ynaTiio-Eleeti'ic  ]\Iacliine 
^f  H.  Gr.  IMohring",  of  Fi-arikloi't-on-tlie- 
^ain,  And  Grixstav  I3aiTi%  of  Stixttg-ai't. 

Special  approbation  is  due  to  the  manufacturers  of  this 
Machine,  which  seems  to  be  an  excellent  one  in  every 
^^Bpect.  It  is  illustrated  in  Fig.  94,  and  is  distinguished  by 
^^  advantageously  compact  arrangement  of  its  several 
P^rts.  Six  stationary  electro-magnets  H  are  fixed  to  the 
"^^d  C  of  the  drum  A  by  means  of  the  screws  K.  The 
^fmature  is  fastened  upon  the  shaft  D  so  as  to  be  rotated 
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by  it,  and  so  that  the  cores  of  the  electro-magneta  G  have 
the  same  axial  line  as  the  electro-magnets  H.  These  elec- 
tro-magnets are  fastened  to  the  cast-iron  disk  F.  Motion 
is  applied  to  the  armature  by  the  pulley  E  through  the 
shaft  D.  The  bearings  for  the  shaft  are  in  the  heads  of  the 
cylinder,  and  the  commutator  M  N  resembles  the  commuta- 
tor of  the  Weston  machine. 

The  coils  of  the  electro-magnets  G  are  wound  in  three 
parallel  circuits,  or,  as  is  sometimes  expressed,  in  "  multi- 
ple arc,"  so  that  they  have  alternate  polarity.  From  one  of 
the  brushes  which  press  upon  the  commutator  six  wires  are 
led,  one  to  each  of  the  coils  of  the  electro-magnets  H  H,  and 
the  ends  of  these  coils  are  either  bunched  together  bo  as  to 


conduct  the  combined  current  to  one  plating  rat,  or  they 
may  lead  each  to  a  separate  vat.  But  after  passing  through 
the  vat,  the  several  circuits  are  joined  together  as  one,  and 
are  electrically  connected  with  the  other  brush.  In  this 
manner  six  several  circuits  can  be  supplied  without  weak- 
ening the  main  current.  [This  same  division  of  the  current 
has  been  made  by  Weaton  in  one  of  his  electric  light  ma- 
chines.— K.] 


DTNAHO-BLECTHIC    MACHINES.  109 

By  means  of  the  adjusting-screw  p  and  its  attachments, 
the  shaft  D  can  be  moved  to  or  fro  in  the  direction  of  its 
length,  80  as  to  change  the  distance  between  the  poles  of  the 
electro-magnets  Q  and  H,  to  enable  the  strength  of  the  cur- 
rent to  be  changed  by  reason  of  the  varied  inductive  effects 
due  to  the  change  of  distance  of  the  parts  of  the  inducing 
apparatus.  This  machine  can  be  provided  with  an  arrange- 
ment for  avoiding  return  currents  and  change  of  polarity. 

4:4.  Smsh'H  Jji^lit:  ]VI!a.chine.  This  is  a 
machine  in  which  alternate  currents  are  produced  and 
turned  in  one  direction  by  means  of  a  commutator.  Some 
physicists  consider  this  apparatus  as  a  modification  of  the 
Qramme  machine. 

[This  is  a  Oramme  machine  in  the  sense  that  it  follows 
the  directions  given  by  Gramme  for  winding  an  annular 
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*x-matiire,  bo  as  to  give  rise  to  alternate  currents.    Ordina- 
'^'^f  the  Oramme  machine  is  only  considered  as  having  an 
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armature  made  up  of  a  core  of  uniform  cross-sectionB  and 
tiobbins  of  wire  which  cover  completely  this  core.  The 
Core  of  the  Bnuh  armature  resembles  that  of  the  Pacinotti 


Armatun  t/lki  Brnh  Mactn 


•"^Iiiiie,  but  the  winding  and  electrical  connections  are 
'^^rent.    So  in  speaking  of  the  O-ramme  machine,  that  one 
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is  meant  which  is  generally  recognized  by  that  name,  and 
is  illustrated  bo  fully  in  Part  V. — K.] 

The  armature  of  the  Brush,  machine  reminds  one  of  the 
construction  of  the  Qrainme  ring,  but  dif< 
_^,2___^  fers  from  it  in  essential  points,  eis  well 

as  in  its  association  with  an  ingeniously 
contrived  commutator.  The  fact  that  the 
current  generated  is  alternate  in  direc- 
tion, and  is  turned  in  one  direction  by 
means  of  the  conunutator,  justifies  the 
consideration  of  it  in  this  place.  Its  sim- 
ilarity to  the  Oramme  machine  consists 
in  the  shape  of  the  annular  armature,  but 
it  differs  in  the  arrangement  of  the  wire 
convolutions  and  in  the  connections  of 
the  various  divisions  among  themselves. 
The  annular  core  of  the  Granome  arma^ 
ture  is  entirely  covered  by  its  bobbins,  which  are  electri- 
cally connected  with  one  another  so  as  to  form  one  closed 
circuit.  In  the  Brush  machine  the  bobbins  are  separated 
by  comparatively  large  sections  of  the  core,  which  at  those 
points  are  thickened  purposely.  Consequently  when  the 
armature'  is  rotated  the  bobbins  are  passed  by  the  poles  of 
the  field-magnet  alternately  with  the  iron  sectors  which, 
by  reason  of  their  large  cross-section,  are  brought  as  nearly 
as  possible  to  the  poles. 

Furthermore,  neighboring  bobbins  are  not  connected, 
but  diametrically  opposite  ones  are,  so  that  currents  gen- 
erated in  a  pair  of  bobbins  so  connected  do  not  necessarily 
flow  in  the  other  pairs.  The  construction  of  the  annular 
core  is  seen  in  Figs.  95  and  97.  It  is  provided  with  deep 
channels  which  prevent  the  generation  of  induced  currents 
in  the  iron,  and  which  also  provide  for  ventilation  in  cool- 
ing by  the  currents  of  air  produced  by  the  rotation. 

Besides  these  channels  there  is  provided  a  number,  usu- 
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ally  eight,  of  rectAngular  depressions  into  which  the  in- 
sulated copper  wire-bobbins  are  wound.  These  bobbins 
coznpletely  fill  the  depressions,  and  the  wires  are  all  wound 
jL  one  direction. 


The  inner  end  of  the  wire  of  each  bobbin  is  connected 
wiUi  the  like  end  of  its  diametrically  opposite  bobbin  (see 
FigB.  97,  99  and  99a),  and  the  outer  ends  of  all  the  bobbins 
an  led  throi^fa  the  hollow  shaft  of  the  machine  to  the  com- 
mntator.  This  ia  materially  dififerent  from  that  used  with 
any  other  dynamo.    It  is  made  up,  really,  of  as  many  sep- 
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•rate  commutators  as  there  are  pairs  of  bobbins.    The  ma- 
'luties  uBoaUy  made  hare  each  four  pairs  of  bobbins,  and 
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their  joined  commutator  has  four  insulated  copper  ri 
I,  II,  III,  IV,  fastened  upon  the  shaft  in  two  pairs  (I^ 
(III,  IV),  which  are  in  turn  served  by  two  brushes  to  < 
pair  of  rings.  Each  ring  is  cut  into  four  parts,  1,  1', 
(Fig.  100).  The  parts  1, 1',  each  occupy  |,  and  the  parts  : 
each  I  of  the  entire  circumference.  Between  them 
space  of  i  centimetre  width. 

[The  members  of  each  pair  are  interlocked,  so  tha 
the  left  of  the  central  line  the  parts  1, 1',  occupy  |  of 
circumference ;  but  dividing  these  parts  are  two  pr( 
tions,  2,  2\  from  the  right  of  the  central  line,  which  occ 
each  I  of  the  circiunference.    At  the  right  of  the  cei 


Fig.  101. 


Field 
Diagram  of  Brush  Commutator, 


line  the  reverse  is  the  case  : — 2,  2',  occupy  f  of  the  cin 
ference,  and  1, 1',  |,  in  four  alternate  divisions. — K.] 
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The  outer  ends  of  the  wire  of  a  pair  of  bobbins  are  con- 
nected to  the  two  larger  divisions  of  each  ring,  and  to  each 
pair  of  rings  belong  two  pairs  of  bobbins  which  are  at  right 
angles  to  each  other  on  the  annular  core.  By  this  arrange- 
ment all  the  pairs  of  bobbins  are  never  in  circuit  at  once ; 
that  pair  which  at  the  moment  is  passing  through  the 
neutral  zone  of  the  machine  being  excluded. 

Fig.  101  shows  in  diagram  how  this  is  attained.     The 
copper  rings  are  supposed  to  be  extended  in  a  plane,  but  in 
correct  relative  position,  and  the  separate  parts  are  desig- 
nated by  the  letters  and  numbers  before  given.    Two  verti- 
cal lines,  a  6,  a'  6',  are  drawn  so  as  to  cut  the  copper  rings  at 
two  diametrically  opposite  points,  and  exhibit  spaces  which 
pass  simultaneously  under  the  brushes  A  B  C  D.     In  the 
diagram  the  circuit  can  be  easily  followed  for  every  desired 
position  of  the  commutator.    It  will  be  seen  that  3  pairs  of 
bobbins  are  always  in  the  circuit,  and  those  in  diametrical 
position  (1,  2)  adjoin.    Fig.  102  is  a  diagram  of  the  circuit 
&t  the  moment  when  the  lines  ah  a'  V  pass 
the  brushes.    The  pair  4  is  out  of  the  circuit, 
1  and  %  are  interposed  between  A  and  B,  and 
3  between  0  and  D.    With  every  rotation  of 
Ae  armature  each  pair  of  bobbins  passes  in 
«nd  out  of  the  circuit  twice.    The  two  dia- 
Pams  show  the  field  electro-magnets  in  a 
*kunt  circuit.    This  is  a  very  favorable  ar- 
^gement  for  incandescent  lighting. 

[These  diagrams  also  illustrate  the  so- 
iled "  Teaser  "  circuit.  This  is  a  circuit  of 
"**e  wire  of  considerable  length  and  high 
'distance,  which  Mr.  Brush  provides  for  the 
P^iipose  of  insuring  suflBcient  initial  mag- 
^^tism  of  the  field  magnets  which  it  surroimds.  It  is 
^onnd  on  the  magnet  cores  underneath  the  coarser  wire, 
^'^d  is  in  constant  closed  circuit,  whether  the  external  cir- 
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cuit  be  closed  or  not.  The  currmt  which  flows  throu^  it 
does  not  flow  in  the  external  circuit.  It  does  not  have  the 
resistance  nor  length  of  the  recent  shunt-wound  dTnamo^ 
which  will  be  considered  elsewhere.— Z.]. 


Diittram  c/C^mfitlt  Bnuh  Matiimi. 


Fig.  103  is  an  illustration  of  the  entire  circuit  of  a  mch> 
chine  in  which  the  field  magnets  are  in  the  main  circuirl; 
At  the  moment  the  pairs  3  and  4  of  bobbins  are  interpoa^ 
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in  parallel  arc,  the  pair  1  is  passing  the  neutral  zone  and  is 
out  of  circuit  [and  3  is  in  series  with  the  joined  2  and  4. 
— ^K.].  In  order  to  make  the  relative  contacts  of  the 
brushes  with  the  commutator  very  plain,  the  field-magnets 
N  and  S  are  only  indicated,  and  the  commutator  is  out  of 
its  true  position,  30  degrees  from  right  to  left.  By  the  con- 
struction of  the  conmiutator  these  ends  are  attained  : — The 
pair  of  bobbins  passing  the  point  of  greatest  induction 
passes  its  current  directly  into  the  circuit,  while  the  two 
pairs  which  are  about  to  enter  or  leave  the  next  favorable 
position  are  interposed  in  parallel  arc,  by  reason  of  their 
I)arts  of  the  commutator  being  in  contact  with  the  came 
pair  of  brushes. 

The  magnetic  field  is  produced  by  two  flat  electro-mag- 
nets, which  have  their  like  poles  turned  towards  each  other 
(as  in  Figs.  105  and  106),  the  north  poles  at  one  side  and  the 
south  poles  at  the  other.  The  ends  of  the  poles  are  each  pro- 
vided with  iron  extension-plates,  which  enlarge  the  pole- 
faces  so  that  they  at  all  times  cover  six  bobbins,  and  one  pair 
of  bobbins  is  uncovered  at  the  most  favorable  position  for 
change  of  its  magnetisni  and  direction  of  induced  current. 

From  this  description  it  is  clear  that  the  four  pairs  of 
bobbins  of  the  Brush  Machine  really  constitute  four  ma- 
chines, each    yielding    alternate    currents,    at    one   time 
positive  by  entering  a  north  magnetic  field  from  a  south 
magnetic  field,  and  next  negative  by  leaving  and  entering 
the  magnetic  fields  in  reverse  order.    These  alternating  cur- 
lentB  are,  by  means  of  the  commutator,  transformed  to 
intermittent  currents  having  one  direction.     These  four 
niachines  are  united  as  two  pairs  by  the  brushes  which 
pregg  simultaneously  on  two   commutator   rings.    These 
paired  machines  are  finally  connected  in  series  by  properly 
^^necting  the  brushes.     [Furthermore,  the  members  of 
^h  pair  of  the  series  are  put  out  of  circuit,  one  at  a  time, 
^  the  following  order,  1,  3,  2,  4.— K.]    Brush  also  makes 
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large  machines  with  six  pairs  of  bobbins  and  three  pairs  of 
brushes.  The  arrangement  is  analogous  to  the  one  just 
described.  The  pairs  at  right  angles  to  each  other  are 
served  by  the  same  pair  of  brushes,  and  the  three  pairs  of 
brushes  are  connected  in  series.  The  pair  of  bobbins  mov- 
ing horizontally  is  out  of  circuit. 

Sometimes,  in  case  of  the  former  machines,  the  commu- 
tator is  divided  into  three  parts.    The  two  longer  each 
occupy  I  of  the  circumference,  the 
shorter  part  i,  and  the  remaining  i 
is  insulation.     (See  Fig.  104.) 

[The  further  description  of  the 
circuit  of  this  machine  given  by  Dr. 
Schellen  is  the  same  as  that  given 
in  Engineering,  which  we  herein- 
after copy.— K.] 

It  has  been  and  is  still  wrongly 

stated    in    many   places   that   the 

Brush  machine  has  two    separate 

circuits :  one  to  excite  the  field  electro-magnets,  and  the 

other  to  supply  the  external  circuit.    The  Brush  Company 

hfis  not  corrected  this  error. 

The  Brush  machines  are  simply  built  and  are  cheap  to 
maintain.  All  parts  axe  easily  accessible,  so  that  repairs 
are  easily  made.  Consequently,  they  have  wide  distribu- 
tion in  America,  and  of  late  in  England.  They  have 
received  much  attention  because  they  are  capable  of  pro- 
ducing currents  of  such  high  tension  that  20  to  40  lamps  can 
be  placed  in  one  circuit.  [Sixty-five-light  machines  have 
been  put  into  practical  use  ;  though  the  intensity  of  current 
has  been  made  less,  so  that  the  candle-power  of  each  light 
is  1200  nominal  in  place  of  2000  nominal  before. — EI.] 

The  machines  for  40  lamps  give  currents  of  2000  volte. 
But  this  is  regarded  as  a  disadvantage  on  account  of  the 
danger  to  life  in  manipulating  electricity  of  so  high  tension. 
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The  followiag  table  is  a  record  of  measurements  made  of 
"a  Brush  16-light  machine : 

B«0isE«Lac«  of  macliiae  between  bind  intf- poets. 10.55  ohme. 

'■  esteniKl  circuit 73.06    " 

"lelightB     •'       70.86    •■ 

Tenmon  xt  binding-poets 839.03  volte. 

StrsD^h  of  current 10,04  empgres. 

Power  for  driTiug  machine 15.48  h.  p. 

"     ftbaorbed  in  producing  coirent 18,78    " 

£neTg7  of  current  produced 11.26    " 

"       in  eitenial  circuit S7.36J6 

-      '■       -.Warclighta 84.0056 

Pnqiortion  of  energy  of  current  to  energy  of  power  applied 72.90!G 

"  "  "  "      power    applied    to    produce 

electrical  eoergy  simplj 8I.8956 

In  ibe  16  lights  thsre  appeared  of  the  total  power  applied 91.ii^ 

"        "            "                "            "           "    electrical  power  ap- 
plied to  the  machine  68.79;^ 

The  above  measurements  show  the  great  value  of  the 
Brush  machine  ;  but  they  were  made  three  years  ago,  and 
since  that  time  great  improvements  have  been  made.    It  is 


to  be  deplored  that  more  such  measurements  have  not  been 
made,  as  it  is  by  these  alone  the  value  of  a  machine  can  be 
determined.  The  solid  construction  and  great  efficiency  of 
these  machines  are  generally  praised ;  but  the  penetrating 
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Fig.  106. 


Bru*h  Machine, 


noise  which  they  make,  by  reason  of  the  rapid  rotation  of 
the  armature  containing  the  deep  channels,  is  often  com- 
plained of  9  and  makes  the  ma- 
chine ahnost  unendurable  in 
inhabited  places. 

Much  of  this  noise  is  due  to 
the  intermittent  and  rapidly 
successive  magnetizations  and 
partial    demagnetizations    of 
the  massive  sectors  of  the  iron 
core.     The  changes  in  mag- 
netic condition  are  not  con- 
tinuously progressive,  as  is  the 
case  in  a  core  having  uniform 
cross-section  like  that  of  the  Gramme  and  Siemens  ma- 
chines, consequently  the  changes  produce  noisy  vibrations 
of  the  iron-molecules. 

[A  description  of  the  Brush  machine,  first  published  in 
Engineering,  is  here  given,  because  it  receives  the  endorse- 
ment of  the  Brush  Electric  Co.,  and  is  somewhat  different 
from  Dr.  Schellen's  description  : 

"  The  Brush  machine,  a  general  view  of  which  is  given 
in  Fig.  96,  possesses  some  points  of  resemblance  to  the 
dynamo-electric  machine  of  Gramme. 

"  Its  point  of  resemblance  to  M.  Gramme's  machine  con- 
sists in  the  fact  that  its  armature  is  of  annular  shape.  The 
Brush  armature  differs,  however,  from  the  Gramme  ring  in 
the  arrangement  and  disposition  of  the  helices  of  wire  with 
which  it  is  wound,  as  well  as  in  the  way  in  which  the  sev- 
eral coils  are  connected  with  one  another.  In  the  Gramme 
armature  the  coils  are  wound  contiguously  to  one  another, 
so  as  entirely  to  envelop  the  iron  core,  hiding  it  completely 
from  view,  and  they  are  permanently  connected  to  one 
another  in  consecutive  series.  In  the  Brush  armature,  the 
diametrically  opposite  bobbins  are  alone  permanently  con- 
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nected  together,  and  a  current  generated  in  one  pair  of 
bobbins  does  not  necessarily  traverse  all  the  others,  and  in 
fact  never  does,  as  will  be  pointed  out  in  the  course  of  this 
notice.  Again,  the  individual  coils  are  separated  from  one 
another  by  a  considerable  sector  of  the  iron  ring,  which  is 
of  larger  sectional  area  between  the  coils  (see  Fig.  97),  so 
that  in  the  revolution  of  the  armature  within  the  magnetic 
field  the  coils  alternate  with  masses  of  iron  which  from 
their  enlarged  section  are  brought  into  as  close  proximity 
to  the  poles  of  the  field  magnets  as  are  the  outsides  of  the 
coils  themselves.  It  is  this  difference  from  the  Gramme 
ring  which  constitutes  the  similarity  between  the  Brush 
armature  and  that  of  M.  de  Meritens,  but  the  Brush  machine 
differs  in  all  other  essential  respects  from  the  latter  machine 
in  the  disposition  of  its  coils,  in  its  method  of  connection, 
in  the  method  and  arrangement  of  the  magnetic  field,  and 
in  the  continuous  nature  of  its  current. 

"  The  Brush  machine,  however,  differs  from  the  Gramme 
generator  in  the  disposition  of  its  field  magnets  and  the 
relative  positions  of  the  revolving  helices  and  the  magnetic 
field. 

"  The  most  characteristic  feature  of  the  Brush  machine 
lies  in  the  form  and  construction  of  its  armature,  which 
consists  of  a  cast-iron  ring,  the  cross-section  of  which  is 
generally  rectangular,  but  in  the  direction  of  its  circumfer- 
ence it  is  alternately  wide  and  narrow,  as  shown  in  the 
sketch,  Fig.  95,  which  represents  a  portion  of  the  iron  arma- 
ture-ring, and  explains  its  construction  better  than  can  be 
given  by  description.  On  reference  to  this  figure  it  will  be 
seen  that  the  ring  is  divided  up  into  as  many  sectors  as 
there  are  bobbins  to  be  wound,  by  a  number  of  rectangular 
depressions  or  grooves ;  in  these  the  coils  of  insulated  cop- 
per wire  are  wound  until  the  groove  is  filled  up  and  the  flat 
converging  recesses  become  flush  with  the  face  of  the  inter- 
mediate thicker  portions  or  pole-pieces  by  which  they  are 
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separated  from  one  another.  Fig.  98  is  a  cross-section  of 
one  side  of  the  ring  taken  through  one  of  these  portions^ 
and  it  will  be  observed,  on  reference  to  both  figures,  that 
the  intermediate  thicker  portions  of  the  ring  are  grooved 
out  by  a  series  of  deep  concentric  grooves,  the  object  of 
which  is  partly  to  reduce  the  mass  and  lessen  the  weight  of 
the  revolving  armature,  partly  for  the  purpose  of  ventilating 
the  ring  and  thus  carrying  away  a  portion  of  the  heat  gen- 
erated by  the  working  of  the  machine,  but  chiefly  for  the 
localization  and  isolation  of  local  currents  generated  by  in- 
duction in  the  iron,  and  which  would  tend  not  only  to  reduce 
the  eflSciency  of  the  machine  by  diminishing  the  magnetic 
capacity  of  the  armature,  but  also  to  produce  a  heating  of 
the  ring  and  therefore  of  the  coils,  whereby  a  portion  of  the 
current  would  be  lost  through  their  resistance  being  in- 
creased. For  a  similar  reason  the  periphery  of  the  ring  is 
grooved  out  deeply,  so  as  almost  to  sever  the  ring ;  by  this 
means  all  cross-currents  are  effectually  cut  off,  and  induc- 
tion currents  are  compelled  to  flow  in  directions  which  are 
not  detrimental  to  the  eflSciency  of  the  machine.  This 
again  increases  the  area  of  radiating  or  cooling  surface,  and 
consequently  helps  to  prevent  the  armature  becoming  over- 
heated. 

'^  In  what  is  called  the  sixteen-light  machine,  which  may 
be  regarded  as  the  normal  size  of  the  Brush  generator,  the 
armature  ring  is  20  inches  in  diameter,  and  it  is  wound 
with  eight  radial  coils  of  cotton-covered  copper  wire  of  No. 
14  B.  W.  G.,  whose  middle  planes  radiate  from  the  axis  of 
rotation,  being  distributed  round  the  ring  at  equal  angular 
distances  apart  of  45  deg.  Each  coil  contains  about  900  ft. 
of  wire,  weighing  about  twenty  pounds,  and  is  wound  in 
the  rectangular  grooves  or  spaces  shown  in  Fig.  96,  filling 
up  the  space  completely,  so  that  the  vertical  faces  of  all  the 
coils  are  flush  with  the  vertical  faces  of  the  thicker  portions 
of  the  iron  ring.    Fig.  106  is  a  sketch  of  the  armatuire  ring 
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nvith  all  its  coils  wound,  which  must  be  looked  upon  rather 
as  an  explanatory  diagram  than  as  an  illustration  of  the 
proi>ortion8  of  this  part  of  the  apparatus.  The  two  sides  of 
each  groove,  and  therefore  of  each  coil  of  wire,  are  parallel 
to  the  center-line  or  radial  plane  of  the  coil,  and  by  the 
adoption  of  that  form  of  bobbin  one  of  the  practical  difficul- 
ties in  the  winding  of  annular  armatures  of  the  ordinary 
form  is  avoided.  All  the  coils  are,  like  those  in  the  Gramme 
machine,  wound  in  the  same  direction. 

"Fig.  99  is  a  diagram  illustrative,  not  only  of  the  distri- 
bution of  the  coils  aroimd  the  ring,  but  of  the  method  by 
which  the  connections  are  made ;  the  inner  end  of  each  of 
the  coils  is  connected  by  a  wire  to  the  inner  end  of  the  cor- 
re8i>onding  coil,  at  the  opposite  end  of  the  same  diameter 
of  the  ring,  and  the  outer  ends  of  all  the  coils  are  brought 
through  the  shaft  of  the  machine,  and  are  connected  to  cor- 
responding portions  of  the  commutator,  where  the  currents 
are  collected  by  suitably  placed  copper  plates  or  brushes. 
Bef  erring  to  the  diagram,  it  will  be  seen  that  the  inner  end 
A*  of  the  coil  1  is  connected  to  A',  which  is  the  inner  end  of 
the  coil  5  ;  A'  is  connected  to  A*,  A^  to  A',  and  so  on  round 
the  ring,  and  the  outer  ends,  B^  B^,  B^,  etc.,  are  all  connect- 
ed to  the  commutator  by  conducting  wires  insulated  from 
one  another.  The  two  free  ends  of  each  pair  of  diametri- 
cally opposed  coils  are,  after  passing  through  the  shaft  of 
the  machine,  attached  respectively  to  two  diametrically 
opposite  segments  of  the  same  commutator,  which  segments 
are  insulated  from  one  another  and  from  any  other  pairs  of 
coils.  The  commutator,  which  is  attached  to  and  rotates 
with  the  driving-shaft  of  the  machine,  consists  of  a  set  of 
separate  copper  rings  or  flat  cylinders,  of  which  there  are 
as  many  on  the  shaft  as  there  are  pairs  of  coils  on  the  arma- 
ture, and  each  of  these  cylinders  consists  of  two  segments 
insulated  from  one  another  on  one  side  of  the  shaft  by  a 
small  airnspace  about  one-eighth  of  an  inch  wide,  and  on 
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the  other  by  a  piece  of  copper  separated  from  the  segments 
by  two  smaller  air-spaces.  The  arrangement  is  shown  in 
Fig.  104,  in  which  A  and  B  are  the  two  segments  connected 
respectively  to  corresponding  coils  on  opposite  sides  of  the 
armature,  and  attached  by  an  insulating  material  to  ther 
shaft  S ;  C  is  the  copper  insulating  piece,  the  object  of 
which  is  to  separate  either  of  the  flat  copper  brushes  or 
collectors,  which  press  upon  the  periphery  of  the  commuta- 
tor, from  either  of  the  segments  during  the  interval  occu- 
pied by  one  pair  of  coils  passing  the  vertical,  or  in  other 
words  through  the  neutral  portion  of  the  magnetic  field ; 
this  occurs  twice  in  each  revolution  of  the  armature,  and 
therefore  of  the  commutator.  At  the  time  when  any  pair 
of  bobbins  is  in  this  way  cut  out  of  the  general  circuit,  their 
own  circuit  is  open,  so  that  no  current  can  circulate  or  be 
induced  in  them.  By  this  most  ingenious  arrangement, 
each  pair  of  coils  has  in  succession  in  each  revolution  a 
period  of  rest  equal  to  one-quarter  of  a  revolution,  and  has 
a  current  passing  through  it  for  only  75  per  cent,  of  the  time 
the  machine  is  running ;  to  it  is,  in  a  great  measure,  due 
the  very  small  development  of  heat  in  the  working  of  the 
Brush  machine,  and  it  presents  also  another  important 
element  of  eflBciency  to  the  machine,  namely,  that  each 
pair  of  bobbins  as  it  passes  the  neutral  portion  of  the 
magnetic  field,  and  is  therefore  incapable  of  doing  work 
and  contributing  electromotive  force  to  the  general  ciur- 
rent,  is  itself  cut  out  of  the  circuit,  and  thus  two  causes 
operating  against  the  efficiency  of  the  machine  are  elimi- 
nated ;  the  first  is  one  common  to  most  armatures  which 
have,  like  that  in  the  Gramme  machine,  a  permanently- 
closed  circuit,  namely,  that  the  currents  generated  in  th^ 
bobbins  have  two  routes  open  to  them,  the  one  through  th^ 
conductors  and  commutators  to  the  brushes,  and  the  other- 
through  the  idle  bobbins,  and  thus  by  a  species  of  short  cir— 
cuiting  robbing  the  external  circuit  of  some  of  its  current. 
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The  other  cause  of  inefficiency  which  is  avoided  in  the 
Brush  machine  is  the  reduction  of  its  internal  resistance  by 
an  amount  equal  to  the  resistance  of  two  of  the  bobbins,  for 
just  as  a  certain  amount  of  resistance  is  an  item  of  efficiency 
when  belonging  to  coils  which  are  doing  work  and  contrib- 
uting electromotive  force  to  the  general  current,  so  does  it 
become  an  element  of  inefficiency  when  belonging  to  coils 
which  are  idle,  for  in  that  case  it  diminishes  the  current 
supplied  by  the  active  coils  while  at  the  same  time  contrib- 
uting no  current  of  its  own  in  compensation.  By  the 
arrangement  of  commutator  referred  to  above,  Mr.  Brush 
has,  therefore,  got  rid  of  two  considerable  drawbacks  to  the 
efficiency  of  the  machine. 

**  What  is,  however,  one  of  the  important  features  of  the 
Brush  machine  is  the  arrangement  of  the  magnets  by  which 
the  magnetic  field  is  produced,  and  by  which  the  armature 
coils  are  during  their  revolution  almost  continually  passing 
through  a  very  intense  magnetic  field.    Upon  reference  to 
Fig.  96,  it  will  be  seen  that  the  armature  ring  is  closely  em- 
braced on  each  side  by  the  large  horizontal  electro-magnets 
whose  poles  are  expanded  so  as  to  be  presented  to  three  of 
the  armature  coils  on  each  side,  leaving  one  pair  of  coils 
free  from  their  direct  infiuence,  and  this  is  the  pair  which 
is  passing  through  the  neutral  region  of  the  magnetic  field. 
Pot  the  sake  of  illustration,  the  disposition  of  the  magnets 
towards  the  armature  and  towards  one  another  may  be 
described  as  two  horseshoe  electro-magnets  placed  opposite 
OMie  another  in  a  horizontal  position,  their  similar  poles 
l>«ing  presented  towards  one  another,  and  having  a  small 
>ace  between  them  in  which  rotates  the  armature  ring. 
Lis  space  in  the  machines  we  are  describing  is,  however, 
nearly  equal  to  the  thickness  of  the  armature  that  there 
hardly  any  clearance  between  them,  the  high-class  work- 
^*^anship  of  the  apparatus  allowing  such  close  working  with 
X^rfect  safety. 
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^'Fig.  105  is  a  diagram  illustrating  the  connection  be- 
tween the  armature  bobbins  and  the  magnet  coils  at  the 
time  when  the  commutators  are  placing  them  in  the  same 
circuit.  Referring  to  this  diagram,  M  M  and  M  M  are  the 
two  magnets  having  their  similar  poles  presented  towards 
one  another  on  opposite  sides  of  the  armature  coils  A  A^ 
Thus  the  coil  A  is  under  the  influence  of  a  magnetic  field 
produced  by  the  two  north  poles  N  N^  while  at  the  same 
time  its  corresponding  bobbin  A^  is  under  the  influence  of 
the  two  south  poles  S  8K  A  current  is  therefore  induced  in 
the  pair  of  bobbins  A  A^  which  is  transmitted  by  wires  pass- 
ing through  the  shaft  S  to  the  commutator  C^  C?,  whence  it 
is  collected  by  the  brushes  B^  and  B^  and  by  them  transmit- 
ted to  the  magnet  coils,  which  are  all  connected  together  in 
series,  and  at  the  same  time  the  other  portions  of  the  com- 
mutators (which  are  in  connection  with  the  other  working 
armature  bobbins)  are  in  contact  with  the  brushes  B'  and 
B*  by  which  they  are  placed  into  the  external  circuit  of  the 
machine. 

^^  One  of  the  most  original  and  interesting  features  of  the 
Brush  machine  is  the  commutating  apparatus,  which,  by 
the  simplest  of  mechanical  means,  collects  and  distributes 
the  currents  from  the  active  armature  coils,  and  cutting  out 
of  circuit  the  armature  coils  one  by  one  as  they  pass  through 
the  neutral  regions  between  the  poles.  The  whole  commu- 
tating apparatus  is  fairly  represented  on  the  extreme  right 
of  the  general  view  of  the  machine,  and  consists  of  two 
pairs  of  rings  of  the  form  shown  in  Fig.  104,  attached  to  and 
revolving  with  the  main  shaft,  and  therefore  their  position 
is  fixed  with  respect  to  the  revolving  armatiire  of  the  ma- 
chine. On  to  the  cylindrical  circumferences  of  these  rings 
are  pressed  two  pairs  of  copper-collecting  brushes,  which 
rub  tangentially  against  the  commutator  rings,  one  pair 
pressing  above  and  the  other  pair  pressing  below,  a  line 
forming  the  points  of  contact  being  a  diameter  of  the  ring. 
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The  copi>er  "  brushes/'  843  they  are  called,  are  flat  strips  of 
elastic  copper  about  2  in.  wide,  cut  at  the  ends  which  press 
against  the  rings  into  eight  tongues,  so  as  somewhat  to 
resemble  a  grainer's  comb,  and  each  comb  or  brush  is  wide 
enough  to  cover  or  be  in  contact  with  two  armature  rings, 
and  in  this  way,  although  two  of  the  coils  are  insulated 
twice  in  each  revolution,  the  main  circuit  is  never  inter- 
rupted. The  disposition  of  the  brushes  with  respect  to  the 
commutators  will  clearly  be  understood  by  comparing 
Fig.  96. 

''For  the  sake  of  adjusting  the  brushes  so  as  to  make 
contact  with  the  commutators  at  the  most  effective  angular 
position  with  respect  to  the  magnetic  field,  they  are  mount- 
ed to  the  opposite  ends  of  two  rocking  levers,  which  are 
capable  of  oscillating  on  the  driving-shaft  and  can  be  fixed 
in  any  desired  position  by  means  of  a  set-screw,  which 
clamps  a  stout  wire  rising  from  the  base  of  the  machine. 
The  currents  are  conveyed  from  the  brushes  by  wide  strips 
of  thin  sheet  copper,  shown  in  the  general  view,  and  in 
order  to  allow  for  the  variable  distance  of  the  free  ends  of 
the  brushes  from  the  base  of  the  machine  they  are  made 
undulating  or  wavy,  doubling  up  as  the  distance  is  short- 
ened and  stretching  out  when  it  is  increased. 

''  The  average  total  resistance  of  the  sixteen-light  ma- 
chines as  now  constructed  is  about  eleven  ohms,  to  which 
the  eight  coils  of  the  armature  contribute  about  five  ohms, 
that  is,  .625  ohm  each,  and  the  magnet  coils  about  six  ohms, 
or  1.5  ohms  for  each  helix — the  resistance  of  the  connec- 
tions, conductors,  contacts,  etc.,  within  the  machine  being 
inconsiderable. '' 

[Mr.  Brush  has  recently  made  a  new  armature-core, 
which  is  illustrated  by  Fig.  106a,  on  page  188.  In  order  to 
avoid  to  a  greater  degree  than  before  the  production  of 
Foucault  currents  in  the  core,  he  now  constructs  it  of  insu- 
lated layers  of  sheet  iron.    The  iron  ring  A  has  four  lugs 
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upon  it,  as  shown  at  a.  These  lugs  have  each  two  holes  to 
receive  bolts  by  which  to  fasten  it  to  a  spider  which  is 
keyed  to  the  shaft.  The  ends  of  the  arms  of  the  spider  rest 
against  the  inner  periphery  of  the  ring,  and  the  bolts  pass 
through  tiieir  sides.    The  core  consists  of  sheet  iron,  the 
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successive  layers  of  which  are  separated  by  an  insulating 
material  like  press-board,  or  vulcanized  fibre.  There  ar^. 
twelve  bobbins  in  six  pairs.  This  armature  gives  mucks- 
better  results  from  the  power  expended  than  the  previous 
one  does,  and  all  the  machines  now  made  by  the  Brusls- 
Electric  Co.  have  it. — K.] 
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4£5«  nriie  rFboinsoii  Spliei*iea.l-A.i*iiia^ 
tui^e   I>jn:ia.iiio-!Bleeti*ie   !M!a.eliiiie  is  the  one 

used  in  the  Thomson-Houston  System  of  arc  lighting  which 
is  extensively  used  in  the  United  States  and  Canada.  The 
current  furnished  by  this  dynamo  is  of  standard  strength 
under  varying  conditions  of  resistance  below  the  maximum 
or  speed  above  the  minimum.  This  result  is  attained  by 
the  use  of  an  automatic  regulator  always  attached  to  and 
forming  a  part  of  every  machine^  which  adjusts  the  brushes 
to  positions  of  varying  electromotive  force  to  suit  the  dif- 
ferent conditions  of  work.  The  work  may  range  from  a 
short  circuit  to  the  full  number  of  lights  the  machine  can 
carry,  and  the  speed  may  vary  above  the  normal  without 
materially  a£Fecting  the  current  delivered  to  the  line. 

The  general  method  of  winding  the  armature  and  means 
of  regulation  are  the  joint  inventions  of  Profs.  Elihu  Thom- 
son and  E.  J.  Houston ;  but  the  peculiar  adaptation  and 
arrangement  of  parts,  the  spherical  armature,  and  me- 
chanical devices  which  have  given  the  machine  much  of 
its  reputation  and  success,  are  due  to  the  labor  and  inven- 
tions  of  Prof.  Thomson. 

The  machine  is  made  in  sizes  ranging  from  one  to  forty- 
five  arc  lights  in  series,  giving  an  electromotive  force  of 
forty  to  two  thousand  volts  at  the  binding-posts.    It  is  also 
xz^ade  to  give  any  current  from  a  fraction  of  an  ampere  to 
iixxindreds  of  amperes,  according  to  the  requirements  of 
fcxrade. 

One  will  find  in  this  machine  much  chance  for  observa- 
^  ^on  and  study,  as  the  principles  of  electricity  and  mechan- 
s  are  here  applied  in  novel   and  particularly  original 
-ays.    Prof.  Thomson  seems  always  to  have  had  in  view 
le  production  of  a  simple  and  efficient,  a  cheap  and  prac- 
**itJal  self -regulating  dynamo,  suitable  for  the  production  of 
electric  currents  of  any  kind ;  but  particularly  adapted  to 
*^igh  electromotive  force  currents  for  arc  lighting.    How 
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well  he  has  succeeded  will  be  seen  by  the  followini 
scription. 

The  general  appearance  of  the  complete   machii 


shown  in  Fig.  107.    The  field-magnets  consist  of  two  1 
hollow  castings,  M  M,  of  the  form  shown  in  Fig.  10 


section,  having  flanges  F  F  extending  around  one  end, 
the  other  being  shaped  to  a  hemispherical  outline. 
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magnet  coils  C  C  are  wound  upon  the  exterior  of  the  drum, 
and  a  brass  flange  exists  at  b  b,  to  keep  them  in  place.  The 
space  A  A,  between  the  opposed  faces  of  the  castings,  is 
nearly  filled  by  the  spherical  armature,  the  shaft  of  which 
occupies  the  central  position.  The  large  flanged  portions 
of  the  castings  at  F  F  are  united  magnetically  by  a  series 
of  bars  of  soft  iron,  usually  eighteen  in  number,  and  are 
finnly  held  in  place  by  bolting  to  the  side  frame,  B  B,  Fig. 
107,  which  also  afliords  feet  for  the  machine  and  sustains 
the  shaft  in  its  bearings. 

The  relation  of  parts  is  seen  in  Fig.  107,  where  C  C  are 
the  field-magnet  coils,  B  B  the  frame  on  the  commutator 
side,  sustaining  the  shaft  in  a  central  bearing,  while  upon 
the  other  side  of  the  machine  is  a  similar,  but  longer  bear- 
ing, and  a  shaft  extension  with  the  driving  pulley. 

The  armature,  spherical  in  form,  is  nearly  enclosed,  and 
is  seen  partly  at  A.     The  commutator,  and  air-blast  mech- 
anism therefor,  occupy  positions  upon  that  portion  of  the 
•baft  outside  the  bearing.     The  wires,  three  in  number, 
from  the  armature  helices,  are  brought  out  through  the 
hollow  shaft  and  connected  to  the  commutator  at  the  end 
^  the  shaft.    It  will  thus  be  seen  that  the  fleld-magnet 
coils  which  are  put  into  the  direct  circuit  of  the  machine, 
•'inound  not  only  the  iron  of  the  magnets  within  them,  but 
*!*>  the  armature  core  and  its  bobbins.    The  armature  core 
w  thus  polarized  directly  by  the  fleld-coils,  and  in  the  same 
^^^as  is  the  fleld-magnet  itself.    The  wire  of  the  field- 
^ds  being  traversed  by  currents  in  the  same  direction 
^  both  coils,  form  virtually  a  single  coil,  in  the  middle  of 
^kich  the  armature  revolves.    The  soft-iron  bars  complete 
*he  magnetic  circuit. 

The  arrangement  of  the  field-magnets  is  calculated  to 
PitHiuce  a  most  intense  field  wherein  the  armature  turns, 
*^d  prevents  to  a  large  extent  outward  diffusion  of  mag- 
netism. 
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The  annature  core  consists  of  an  iron  shell  having  the 
form  of  an  oblate  spheroid  mounted  centrally  upon  the 
s^aft,  as  seen  in  Fig.  109 ;  the  shaf t,  H  H,  passing  through 


Fig.  100. 


H 
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the  axis  of  the  spheroid.    The  polar  portions  are  formed  of 
two  thin  iron  castings,  placed  as  shown  at  G  G,  and  keyed 
firmly  to  the  shaft.    Between  these  flanges  and  supported 
by  them,  but  insulated  therefrom,  are  a  series  of  cast-iron 
bridges  D,  generally  twelve  in  number,  and  placed  at  equal 
distances  apart.     The  bridges  are  formed  with  feet  thal^ 
enter  corresponding  grooves  in  the  internal  faces  of  th^ 
flanges.    Outside  the  bridges  is  wound  a  quantity  of  well- 
annealed  soft-iron  wire  I,  scaled  by  heat  and  shellacked* 
The  depth  of  the  wire  varies  with  the  capacity  of  the  ma-- 
chine,  and  when  all  on,  completes  the  form  of  the  spheroidaL 
armature.    The  core  is  covered  with  several  layers  of  insu- 
lating paper,  and  then  is  wound  with  insulated  wire  of  cop- 
per.   To  facilitate  this  winding  twelve  hard- wood  pins  P  P^ 
six  in  each  flange,  are  carried  by  being  inserted  into  open- 
ings in  the  flanges  near  their  periphery.    They  are  so  sel^ 
as  to  give  spaces,  six  in  number,  around  the  circumference 
of  the  core  to  receive  the  wire.    There  are  six  other  pins^ 
P',  similarly  set  around  the  extreme  periphery  of  the 
core. 
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The  core  so  formed  is  wound  with  three  helices  cn^sing 
one  another  at  the  polar  portions,  and  being  divided  cen- 
trally by  the  shaft  in  its  passage  through  the  core.  To 
secure  mechanical  and  electrical  equality  of  the  three  coils, 
or  helices,  the  following  procedure  is  adopted  : 

The  first  half  of  the  first  coil  is  wound. 

The  first  half  of  the  second  coil  is  next  wound. 

The  whole  of  the  third  coil  is  then  wound. 

The  second  half  of  the  second  coil  is  then  wound. 

Finally  the  second  half  of  the  first  coil  finishes  the  wind- 
ing, and  produces  an  approximately  spherical  outline.  See 
Fig.  110. 


The  coils  are  thoroughly  insulated  and  are  interwoven 
-with  tapes  wherever  necessary  to  keep  them  in  place. 
Finally  a  strong  brass-wire  binding  is  applied,  consisting 
of  two  central  bands,  b  b,  and  two  lateral  bands,  d  d,  wound 
around  the  armature  circumferentially. 

The  three  ends  from  the  inner  layers  of  the  coils  are 
joined  together  permanently  at  a,  while  the  three  outer 
ends,  /,  are  carried  through  the  shaft  to  the  commutator. 
By  this  winding  the  highest  differences  of  electric  potential 
are  found  only  upon  the  outside  wires,  the  result  being 
greatly  in  favor  of  retention  of  insulation  under  all  condi- 
tions. The  position  of  the  coils  upon  the  armature  is  such 
9 
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that  they  follow  each  other  in  similar  electrical  sequence  at 
120°  of  a  revolution  apart ;  an  Eirraugemeut  which  gives, 
with  the  small  number  of  generating  helices,  an  approxi- 
mate continuity  of  effect.  The  three  free  ends  are  carried 
out  through  the  shaft  and  kept  well  insulated  while  pass- 
ing to  their  connections  at  the  commutator  near  the  end  of 
the  shaft. 

The  commutator  consists  of  a  copper  ring,  slit  into  three 
segments  of  130°  each,  neatly.  These  segments  are  inde- 
pendently mounted  upon  a  metal  frame  which  gives  the 
segment  its  position.  The  three  metal  frames,  G  G  Q, 
F^.   Ill  and  112,  for  the  support  of  the  segments,  are 
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mounted  in  two  metal  flanges  J  J,  but  thoroughly  insulat^^ 
from  them.  The  flanges  JJ  are  themselves  borne  upon  tfc:*' 
shaft  and  covered  with  a  layer  of  vulcanite.  The  Be^S 
ments  are  readily  detachable  by  removal  of  screws  passiiv- J 
through  lateral  ears  extending  from  each  side  of  a  se^? 
ment,  K. 

The  wires  from  the  shaft  connect  to  each  framewor"^ 
G  G  G  respectively,  and  consequently  there  is  one  i 
electrically  connected  to  each  segment. 
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The  mounting  of  the  segments  provides  a  free  air  space 
all  around  them,  greatly  conducive  to  preservation  of  insu- 
lation, and  nowhere  does  any 
metal  lie  so  near  to  the  seg-  ^°' "'' 

ments  as  to  permit  leaks  over 
its  surface. 

Fig.  Hi  shows  diagram- 
matically  the  winding  of  the 
armature,  and  also  the  man- 
ner of  applying  the  brushes 
to  conduct  the  current  to  the 
circuit.  There  are  usually 
two  pairs  of  brushes,  formed 
of  comb-like  copper  springs, 
the  brushes  of  each  pair  be- 
ing' diametrically    opposite, 

and  the  two  brushes  that  are  positive  or  negative  set  so  as 
to  bear  upon  the  commutator  at  points  about  60°  apart,  as 
shown. 

The  figure  also  shows  at  C  C  the  relation  of  the  field- 
coils  to  the  rest  of  the  circuit.  L  L  L. 


The  commutator  brushes  are,  however,  made  movable, 
tftose  diametrically  opposite  being  mounted  upon  yokes  in 
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insulated  holders,  so  as  to  be  capable  of  movement  a 
the  commutator  shaft.  The  purpose  of  this  arrangem 
to  permit  the  automatic  setting  of  the  bushes  to  main 


o 

£ 


G 
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standard  current  irrespective  of  changes  of  speed  ai 
resistance  in  the  circuit. 

The  brush-holder  yokes  are  connected  to  a  lever 
connecting  rods,  L,  Fig.  113,  so  that  the  brushes  R  ] 
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ceive  a  moTeioent  backwards  3^  times  as  great  as  that  im- 
parted to  S  S  forwards  during  regulation.  This  movement 
is  effected  by  an  attachment,  to  the  connecting  arm  A,  from 
the  motor-magnet  lever  K,  Fig.  115. 


Htutin  Mtlfr-Mat»fl  and  LtBrr. 


The  motor-regulator  magnet  is  constructed  of  a  stout  TJ- 
shaped  iron  frame,  to  the  centre  of  which  is  bolted  a  bar  of 
iron,  surrounded  by  a  mt^netizing  coil,  K,  of  low  resist- 
ance. The  polar  extremity  of  this  bar,  P,  is  a  projection 
having  an  approximately  paraboloidal  form,  and  its  arma- 
ture A  is  provided  with  a  circular  opening,  the  edges  of 
which  are  rounded  so  as  to  move  over  the  pole  without  con- 
tact. The  armature  is  swung  upon  pivots  at  U,  between 
the  legs  of  the  U  frame.  The  construction  is  such  that  the 
ends  of  the  armature  move  at  equal  distances  relatively 
from  the  frame  at  each  end,  leaving  the  pivots  IT  without 
strain.  A  dash-pot  D  is  provided  to  prevent  too  sudden 
ttiovements. 

The  attraction  exerted  by  such  a  magnet  when  a  con- 
stant current  flows  through  its  coils,  is  practically  constant 
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in  all  positions  pf  the  armature  within  its  prescribed  range. 
It  is  seldom,  however,  sufficiently  sensitive  to  current  fluc- 
tuations to  serve  alone  as  a  means 
of  regulation.  It  is  therefore  put 
under  the  control  of  a  shunting  con- 
tact, operated  by  what  is  termed  a 
current-controller  magnet,  placed  in 
a  case  and  hung  vertically  near  the 
machine.  The  controller-magnet. 
Fig,  116,  is  constructed  of  two  he- 
lices, C  C,  placed  side  by  side  and 
serving  as  solenoids  attracting  into 
their  interior  a  double  core  B,  the 
parts  of  which  are  yoked  together 
and  suspended  by  an  fidjustable 
spring  S  from  the  support  above. 
The  yoke  carries  a  silver  contact- 
point  on  its  under  side,  and  a  stationary  contact  point  O  is 
mounted  immediately  thereunder.  When  these  contact 
points  are  touching  each  other  they  complete  a  shunt  cir- 
cuit of  practically  no  resistance  around  the  coil  K  of  the 
regulator-motor  magnet  (Fig.  115). 

To  avoid  sparks  at  the  contacts,  a  permanent  shunt  of 
carbon  coils,  enclosed  in  glass  tubes,  is  connected  around 
the  contacts.  The  connections  are  exhibited  in  Fig.  117, 
wherein  E  is  the  commutator,  C  C  the  magnet  coils,  A  the 
motor-regulator,  R  the  controller,  B  the  contact  points,  E 
the  carbon  resistance. 

Every  slight  fluctuation  of  the  line  current  is  felt  by  the 
controller-magnet,  and  the  result  is  that  when  set  for  nor- 
mal current  a  tremor  of  the  contact  surfaces  is  constantly 
taking  place,  so  that  the  magnet  A  (Fig.  117)  is  maintained 
at  such  a  state  of  excitation  as  will  cause  it  to  move  and 
maintain  the  brushes  at  those  positions  corresponding  to  a 
predetermined  current  under  variations  of  speed  and  of 
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resistance,  even  down  to  a  short  circuit.    The  regulation  is 
effected  so  promptly  that  a  machine  may  have  all  its  lights 


shunted  at  once  without  damage.  Unsteady  power  does 
not  practically  injure  the  steadiness  and  uniformity  of  the 
lights  or  current. 

One  of  the  novel  features  of  the  machine  is  the  air-blast 
attachment  to  the  commutator.  It  was  invented  for  the 
purpose  of  permitting  the  use  of  electromotive  forces  up  to 
80O0  volts  and  over,  while  a  free  oiling  of  the  commutator 
surfaces  is  still  permissible  for  diminishing  wear ;  a  single 
commutator  being  used,  and  that  containing  but  three  seg- 
ments. It  is  based  upon  the  discovery  by  Prof.  Thomson 
that  a  strong  jet  of  air  of  small  amount  can  effectually 
break  any  conducting  line  of  particles  tending  to  bridge 
the  conunutator  slots,  and  cause  the  local  discharge  termed 
"flashing."  Small  nozzles  are  mounted  directly  opposite 
the  tips  of  the  foremost  positive  and  negative  commutator 
brush. 

At  the  moment  the  slot  in  the  commutator  passes  the 
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tips  of  the  brush,  a  puff  of  air  is  sent  through  the  slot  and 
repeated  at  every  slot.  These  small  puffs  are  furnished  at 
the  proper  instant  by  a  small  rotary,  positive-blast  mechan- 
ism, Fig.  118,  which  is  mounted  upon  the  journal-box  at  the 
commutator  side  of  the  machine,  and  within  which  are  car- 
ried by  a  slotted  hub  H  (rotated  by  the  shaft  S),  a  set  of 
three  hard-rubber  wings  loosely  placed  in  the  slots  in  the 
hub  at  R  R  R,  120°  apart. 

An  enclosing  case  of  interior  elliptical  outline  is  divided 
by  the  hub  H  into  two  lune  or  crescent-shaped  chambers, 
into  which  the  rubber  wings  are  thrown  by  centrifugal 


Fio.  118. 


Thomson' Houston  Rotary  A  ir-Biowtr, 


force  during  rotation.  Inlet  openings  are  provided  at  1 1, 
covered  with  fine  wire  gauze  to  exclude  particles.  The 
outlets  are  at  J  J,  and  communicate  with  the  nozzles  over 
the  commutator  slots. 

By  this  construction,  when  the  parts  are  correctly  set, 
six  puffs  of  air  are  obtained  at  every  rotation,  three  from 
each  nozzle,  alternating  in  succession  from  the  nozzles,  and 
corresponding  to  the  times  of  passage  of  the  commutator 
divisions  or  slots,  past  the  ends  of  the  forward  brushes. 

The  advantages  obtained  by  the  use  of  the  air-blast  for 
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high  electromotive  force  currents  are  great.    It  removes 
all  that  sensitiveness  to  oil  which  is  generally  present  in 
8uch  cases.    The  Thomson  machine  can  be  run  with  a 
steady  stream  of  oil  pouring  upon  the  commutator^  and 
there  being  no  carbonizable  material  collecting  at  the  com- 
mutator segments,  no  fear  of  short  circuits  of  armature- 
coils  need  be  apprehended  from  that  cause. 

When  used  as  a  generator,  the  armature-coils  succes- 
sively traverse  the  opposed  field-spaces,  and  the  impulses 
80  produced  in  them  find  connection  through  the  conunuta- 
tor-bnishes  to  the  circuit. 

The  armature  helices  act  for  a  portion  of  the  time  in 
multiple  arc  of  two  coils,  as  when  they  are  traversing  field- 
spaces  where  the  impulse  is  considerably  below  the  maxi- 
mum, and  act  alone  or  in  series  with  the  other  coils,  when 
they  are  producing  their  maximum  impulse.  These  actions 
necessarily  result  from  the  three-coil  or  three-branched 
wmature  system. 

The  mode  of  application  of  the  brushes  is  such  that  when 
the  electromotive  force  of  one  branch  or  coil  has  fallen 
below  that  of  the  branch  or  coil  which  follows  it  in  sequence 
during  rotation,  the  current  is  transferred  to  the  latter,  and 
the  former  coil,  although  it  has  not  yet  reached  neutrality, 
w  instantly  put  by  the  conunutator  into  connection  with  the 
opposite  commutator-brushes,  there  to  act  in  supplanting 
that  branch  i^rhich  is  about  to  leave  said  brushes. 

This  mode  of  carrying  off  the  currents  will  be  understood 
^7  reference  to  Fig.  114.  It  possesses  the  apparent  anoma- 
lous condition  of  putting  a  commutator-segment  just  before 
the  coil  or  branch  to  which  it  is  attached  has  reached  neu- 
trality of  electrical  action,  into  momentary  contact  or 
electrical  connection  with  both  positive  and  negative 
brushes  of  the  machine,  as  seen  by  inspecting  Fig.  114. 
This  condition,  however,  gives  rise  to  no  perceptible  incon- 
venience, and  this  latter  fact  is  accounted  for  by  the  power- 
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fill  effect  of  the  field-magnet  helices  in  preserving  the 
volume  and  direction  of  the  current  at  the  instant  of  the 
connection  just  referred  to. 

During  regulation  the  positions  of  the  brushes  are  so 
altered  as  to  enlarge  this  period  of  connection,  and  so 
diminish  the  available  electromotive  force  of  the  machine. 
At  the  same  time,  also,  the  total  resistance  in  circuit  being 
lessened  by  extinction  of  lights  or  removal  of  resistance, 
while  the  current  strength  remains  constant,  the  energy 
represented  in  the  main  circuit  falls  in  proportion,  and  the 
mechauical  energy  expended  in  producing  the  current  falls 
in  nearly  the  same  proportion.  Thus,  it  is  stated  that  if 
ten  lights  be  shunted  in  a  circuit  of  a  twenty-five-light  ma- 
chine, requiring  for  the  full  number  or  twenty-five  lights  an 
expenditure  of  eighteen  horse-power  at  the  driving-pulley, 
the  consumption  of  power  will  fall  below  thirteen  horse- 
power for  the  remaining  fifteen  lights. 

Speed  variations  are  compensated  for  by  the  regulator 
controlling  the  brushes,  as  in  cases  of  variations  of  resistance 
in  circuit. 

The  machine  is  also  capable  of  forming  a  simple  and 
efficient  motor.  In  this  case  the  brushes  of  each  set,  posi- 
tive and  negative,  may  be  set  so  as  to  cover  a  smaller  angle 
than  is  described  in  the  case  of  the  machine  used  as  a  gen- 
erator. Or  the  commutator  is  constructed  to  have  its  seg- 
ments overlap  so  that  each  segment  covers,  instead  of  120'', 
about  160°,  in  which  case  a  single  positive  brush  and  a  sin- 
gle negative  only  is  used  to  connect  to  circuit. 

The  three-branch  armature-coil  system  embodied  in  the 
Thomson  machine  has  been  used  by  the  same  inventor  in 
winding  cylindrical  and  ring  armatures ;  and  small  motors 
have  been  made  in  which  the  armature-coils  were  wound  as 
bobbins  upon  radial  arms  projecting  from  a  hub  upon  the 
shaft. 

Being  a  distinct  winding  from  that  of  the  Gramme,  Sie- 
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mens,  and  other  machines,  it  is  manifestly  capable  of  con- 
siderable modification  in  the  form  of  armature-core  used. 

Prof.  Thomson  states  that  a  Thomson  machine  capable 
of  furnishing  electric  energy  sufficient  to  work  thirty  arc- 
lights  in  series,  with  9.8  amperes  current,  and  an  average 
resistance  of  4.5  ohms  per  light,  has  about  240  pounds  of 
wire  upon  its  armature,  and  700  lbs.  upon  its  field-magnets. 
And  that  an  average  of  measurements  puts  its  consumption 
of  power  at  a  nttle  over  22  H.  P. ,  when  thirty  lights  are  in 
circuit,  or  a  little  over .  7  (seven-tenths)  H.  P.  per  light.  The 
energy  given  out  as  heat  and  light  in  the  arcs,  exclusive  of 
circuits  and  lamp-regulating  magnets,  averages  about  .6 
H.  P.  The  net  efficiency  of  the  machine  is  therefore  ap- 
proximately 80  per  cent. — E.] 


PART   Y. 

MAGNETO-ELECTRIC  AND  DYNAMO-ELECTRIC  MACHINES 
FOR  THE  PRODUCTION  OF  CONTINUOUS  CURRENTS. 

40.  I^acinotti't!*  Ring-  ]\i:a.eliiiie.    We  now 

enter  upon  the  consideration  of  the  latest  magneto-electric 
and  dynamo-electric  machines,  which,  without  a  commuta- 
tor, furnish  uninterruptedly,  during  their  working,  electric 
currents  of  one  continuous  direction. 

As  early  as  1860,  Dr.  Antonio  Pacinotti  of  Florence  con- 
structed for  the  technological  cabinet  of  physics  of  the 
University  of  Pisa,  a  small  model  of  a  new  electro-magnetic 
machine  [motor — K.],  the  details  of  which,  however,  he  did 
not  publish  until  1864  in  the  19th  volume  (p.  378)  of  the  Jour- 
nal of  Physics  and  Chemistry,  "J/  Nuovo  Cimento.^'  It  is 
remarkable  that  this  volume  has  the  year  1863  on  the  title- 
page,  though  most  of  the  treatises  contained  in  it  bear  the 
date  1864,  one  even  having  the  date  '^Milano,  7  Gennaio, 
1865."  The  illustrations  we  give  are  true  copies  of  Paci- 
notti's  very  incomplete  figures,  with  all  their  imperfections 
and  mistakes. 

As  something  neWy  he  mentions  the  special  shape  of  the 
movable  electro-magnet  as  that  of  an  iron  ring,  having  the 
property  of  changing  the  position  of  its  magnetic  poles,  so 
that  they  moved  progressively  around  the  ring,  assuming 
constantly  changing  positions. 

This  rotatable  iron-ring  was  in  the  form  of  a  cog-wheel 
(Fig.  119)  with  16  cogs.  This  wheel  was  fastened  to  four 
arms  aaaa  (Fig.  120),  which  were  securely  attached  to  the 
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axis  of  the  machine.  Upon  the  cogs  small  wooden  wedges 
m  m  (Fig.  119)  were  placed,  and  the  spaces  between  the 
wedges  were  filled  with  wire  bobbins  rrr  (Figs.  130  and 
131).  The  direction  of  the  convolutions  was  the  same  in  all 
the  bobbins,  Etnd  the  end  of  one  bobbin  ^^  ^^^ 

was  soldered  to  the  beginning  of  the 
next,  so  that  the  entire  system  of  six- 
teen wire  coils  formed  one  single  wire 
spiral,  returning  to  itself,  or  endless, 
encircling  the  whole  ring,  so  to  speak. 
Wires  were    soldered  at  the  point    of 
junction,  and  bent  so  as  to  lie  parallel 
to  the  axis  M  M,  and  reach  to  the  same 
number  of  brass  pieces  sunk  in  two  superposed  rows  into  a 
wooden  cylinder  C,  and  protruding  a  little  on  the  periphery 
of  the  cylinder  which  was  fastened  to  the  axis.    In  Fig, 
121  these  brass  pieces  are  drawn  in  dark  hatching. 


At  opposite  sides  of  this  horizontal  ring,  the  two  limbs 
■^B  (Figs.  130  and  131)  of  a  strong  electro-magnet  were 
'^wtically  set.    The  lower  ends  of  these  limbs  were  bound  to 
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an  iron  rail  F  F  (Fig.  131),  and  could  be  placed  in  greater  or 
less  proximity  to  the  ring  by  means  of  the  screw  G. 

There  were  fastened  in  the  plane  of  the  electro-ma^^nets, 
on  two  sides  of  the  axis,  two  brass  contact-rollers  k  k,  the 
peripheries  of  which  rolled  on  the  periphery  of  the  wooden 
wheel  provided  with  the  brass  pieces,  and  during  rotation 
came  succesBively  in  electrical  contact  with  the  pieces.  If, 
therefore,  the  clamps  h  h'  are  connected  with  the  poles  of  a 
galvanic  battery,  the  current,  if  it  enters  a.th{  +  ),  will  paaa 
over  the  right-hand  clamp  /  to  the  roller  k,  and  through  that 
brass  piece  of  the  wooden  disk  C  which  happens  to  be  ia 
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-  contact  with  the  roller,  and  through  its  connecting  hn9^ 
rod  to  the  two  wire  bobbins  which  are  soldered  to  that  roA-' 
From  this  point  the  current  branches  through  the  bobbin^ 
on  two  sides  of  the  ring,  and  meet  at  the  diametrically 
opposite  junction,  travels  through  the  connecting-rod  to  th^ 
brass  piece  under  the  other  roller  k,  and  from  there  to  th^ 
clamp  v.  From  l  the  current  passes  to  the  electro-magne** 
limb  A,  from  this  to  the  other  limb  B,  and  finally  througl^ 
the  right-hand  clamp  h  to  the  negative  pole  of  the  battery " 
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Thus  the  current  made  both  the  ring  and  the  electro-mag- 
iiet  magnetic. 

In  order  to  utilize  to  the  fullest  extent  the  action  of  the 

electro-magnet  upon  the  magnetic  ring,  Pacinotti  provided 

the  two  poles  with  armatures  [or  better,  pole  extensions — 

K.]  of  soft  iron  A  A  A  B  B  B  (Fig.  120),  which,  from  their 

segmental  form,  hugged  the  ring  as  closely  as  possible. 

Each  encircled  more  than  one-third  of  the  ring,  and  for 

strength  were  connected  by  brass  rails  E  E,  E  E.    In  Fig. 

121  these  segmental  armatures  are  omitted,  so  as  not  to 

hide  the  ring  and  its  bobbins. 

Pacinotti  correctly  remarks  that  the  iron  ring  must  be- 
come  magnetic,  because  it  shows  its  poles  where  the  rheo- 
phores  {the  clamps  I  and  T  as  well  as  the  contact-rollers  k  k) 
are  fastened.  The  straight  line  which  connects  these  poles 
could  be  termed  the  magnetic  axis  ;  and  this  could,  by  giv- 
^g  different  position  to  the  contact-pieces  which  are  in  con- 
nection with  the  battery,  be  given  any  desirable  transverse 
(diametrical)  position  to  the  iron  ring.     So  he  calls  the  iron 

m 

^^g  with  its  coils  a  transversal  electro-magnet.     He  more- 
<>^er  mentions  that  the  current  branches  oflf  in  two  opposite 
directions  in  the  wire  bobbins  of  the  ring ;  and  that  its  two 
"ftlves,  becoming  magnetic  by  the  current,  could  be  consid- 
ered as  two  electro-magnets  whose  like  poles  are  next  to 
each  other.    Finally,  he  adds  expressly  that  in  his  machine 
the  poles  are  situated  in  that  diameter  which  connects  the 
shove-named  rheophores,  i.  e.,  the  contact-rollers  A;  A:,  with 
^^h  other,  hence  in  the  plane  of  the  two  limbs  A  B  of  the 
stationary  electro-magnet.    All  this  is  quite  right ;  if,  how- 
^^er,  Pacinotti  had  constructed  his  machine  according  to 
these  data,  it  would  have  been  without  any  effect,  because 
the  poles  of  the  rotatable  ring-magnet  would  be  in  the  same 
plane  with  those  of   the  stationary  electro-magnet,  and 
hence  no  turning  of  the  ring  in  either  direction  could  have 
Mowed. 
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Pacinottiy  however,  remarks  expressly  of  his  machine 
that  it  was  effective,  and  he  makes  a  series  of  experiments 
to  determine  the  proportion  of  power  given  by  the  machine 
compared  with  the  material  used  in  the  battery.  For  this 
purpose  the  pulley  Q  Q  (Fig.  121)  was  set  on  the  axis  and 
connected  with  an  appropriate  weight,  so  that  the  latter 
just  sufficed  to  keep  the  ring  from  rotating. 

Therefore,  one  can  only  assume  that 
the  confusion  which  is  unmistakably 
present  in  Pacinotti^s  treatise,  and  the 
error  in  placing  the  contact  rollers,  as 
drawn,  opposite  to  the  poles  of  the  sta- 
tionary electro-magnet,  while  they 
must  be  90°  distant  if  the  machine  is 
to  work  its  strongest,  is  due  to  the  fact 

Direction  of  tht  Current  in         ^^^^  »  ^OUg  SpaCO  Of   tlmC  HCS    bctweCn 

Ring,  according  to  i^acinotti,  ^^^  coustruction  of  tho  machlue  in 
1860  and  the  publication  of  the  treatise,  between  the  years 
1863  and  1865  ;  and  that  Pacinotti,  in  working  out  his  trea- 
tise, did  not  proceed  with  sufficient  care,  and  probably  used 
old  drawings  which  had  served  as  sketches,  and  which  did 
not  correspond  to  the  real  construction  of  the  machine. 

In  Figs.  120  and  121,  contrary  to  the  Italian  text,  the 
poles  of  the  ring-magnet  are  taken  as  90**  distant  from  the 
poles  of  the  stationary  electro-magnet,  and  are  marked  N  S, 
which  does  not  correspond  to  the  position  of  the  contact 
rollers,  where  they  should  be  if  the  machine  is  to  be  effec- 
tive. In  PacinottVs  machine  these  rollers,  most  likely,  had 
the  correct  position  opposite  the  poles  N  S,  or  90°  distant 
from  the  limbs  A  B  of  the  electro-magnet.  In  Fig.  122 
there  is  also  a  mistake,  because  the  arrow  between  S  and  h 
must  point  towards  S  and  not  towards  6,  as  the  words  of 
Pacinotti  expressly  say. 

The  above  description  of  Pacinott€s  ring  and  its  action 
relates  to  its  application  in  an  electro-magnetic  machine: 
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but  Pacinotti  commiinicated^  towards  the  end  of  his  trea- 
tise,  exactly  how,  by  aid  of  the  same  ring-armature,  an 
electro-magnetic  machine  could  be  easily  converted  into  a 
magneta^lectric  machine ;  and  how,  by  aid  of  a  permanent 
or  an  electro-magnet,  a  continuous  current  flowing  in  one 
direction  could  be  obtained. 

As  we  here  enter  upon  the  field  of  the  latest  magneto- 
electric  machines,  and  as  it  is  undoubtedly  proven  that  the 
right  of  priority  in  the  invention  and  the  first  application 
of  ring  armatures  rest  with  Pacinotti,  we  give  the  cor- 
responding extract  in  literal  translation  from  the  Italian 
original. 

[As  a  correct  translation  to  English  of  the  "  literal "  (  ? ) 
translation  made  by  Dr.  Schellen  from  the  original  Italian 
to  Gterman  does  not  read  the  same  as  a  correct  and  direct 
translation  of  the  original  Italian  to  English,  I  here  give 
the  article  by  Dr.  Pacinotti  in  full  by  direct  translation. 

**Il  Nuovo  Cimentc— Journal  of  Physics,  Chemistry  and 
Natural  History. — Directors:  C.  Matteucci,  R.  Piria,  G. 
Meraghini.  Vol.  XIX.  January,  1864.  Published  30 
July,  1864. — Turin:  G.  B.  Paravia  &  Co.,  Booksellers 
and  Publishers. — Pisa :  F.  Pieraccini,  Bookseller  and 
Publisher."  • 

Page  378. — Description  of  a  small  electro-magnetic  ma- 
chine of  Dr.  Antonio  Pacinotti  : 

**  In  1860  I  had  occasion  to  construct,  for  account  of  the 
Museum  of  Technological  Physics  of  the  University  of 
Pisa,  a  small  model  of  an  electro-magnetic  machine,  de- 
vised by  me,  and  which  now  I  decide  to  describe,  especially 
in  order  to  make  known  an  electro-magnet  of  a  particular 
kind  employed  in  the  construction  of  said  machine,  which, 
besides  the  novelty  it  presents,  seems  to  me  to  be  adapted 
to  give  greater  regularity  and  steadiness  (constancy)  of  ac- 
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tion  in  such  electro-magnetic  machines ;  and,  also,  it  seems 
to  me,  its  form  is  convenient  to  collect  the  sum  of  the 
currents  induced  in  a  magneto-electric  machine. 

In  ordinary  electro-magnets,  even  when  a  commutator 
is  adapted  thereto,  the  magnetic  poles  always  appear  in  the 
same  positions ;  whilst  availing  of  the  commutator  which 
is  united  to  the  electro-magnet  that  I  describe,  the  poles 
can  be  made  to  move  in  the  iron  subjacent  to  the  magneti- 
zation.   The  form  of  the  iron  of  such  electro-magnet  is  that 
of  a  circular  ring.     In  order  to  easily  understand  the  move- 
ment and  the  mode  of  action  of  the  magnetizing  current, 
let  us  suppose  there  be  wound  upon  our  ring  of  iron  a  cop- 
per wire  covered  with  silk,  and  when  the  first  spiral  is  fin- 
ished, instead  of  continuing  the  helix  (elica)  by  going  over 
that  already  constructed,  the  wire  is  closed,  soldering  to- 
gether the  two  ends  that  come  near  each  other.     In  this 
manner  we  shall  have  covered  the  iron  ring  with  a  closed, 
isolated  spiral  entirely  directed  in  one  way.      Now,  if  we 
connect  the  two  poles  of  the  pile  (pila)  with  two  very 
distant  points  of  the  wire  of  this  helix,  the  current  dividing 
(bi-parting)  equally,  runs  through  the  helix  on  one  side  an.^ 
on  the  other  between  the  points  of  communication,  and  tbwe 
directions  that  it  (the  current)  takes  are  such  that  the  irc^::^)! 
must  become  magnelf  zed,  presenting  the  poles  in  that  pla^  <;( 
where  the  conducting  wires   (reofori)   are  applied.     T*  li( 
direct  line  that  unites  these  poles  may  be  called  the  m^EMg- 
netic  axis,  to  which  we  may,  by  changing  the  points      in 
communication  with  the  pile,  give  any  position  transvenew/ 
to  the  figure  or  ring  of  iron  of  the  electro-magnet,  whicA, 
therefore,  I  like  to  call  transversal  electro-magnet  (electro, 
calamita  trans versale).    The  two  pieces  of  magnet  placed 
on  both  sides  of  a  direct  line  (retta)  (in  our  machine  it  ia 
the  diameter)  that  unites  the  conducting  wires  of  the  pile, 
can  be  considered  as  two  curved  electro-magnets,  placed  ia 
contraposition,  having  the  poles  of  the  same  name  in  con* 
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tiguity  (in  presenza).  In  order  to  construct  on  such  a  prin- 
ciple the  electro-magnet  with  which  I  mounted  the  small 
electro-magnetic  machine,  I  took  a  turned  iron  ring,  hav- 
ing, in  the  shape  of  a  wheel,  sixteen  equal  indentations, 
just  as  shown  in  Fig.  119.  This  ring  is  supported  by  four 
brass  radii,  a,  a,  a,  a  (Fig.  120),  which  unite  it  to  the  axis 
of  the  machine.  Between  each  tooth  of  the  small  tri- 
angular prisms  (in  Figs.  119  and  121),  made  of  wood,  I  left 
hollow  grooves  within  which  winding  copper  wire,  covered 
with  silk,  I  have  succeeded  in  obtaining  between  each 
tooth  of  this  iron  wheel  as  many  helices  or  electro-dynamic 
coils,  well  isolated. 

**  In  all  these  bobbins,  some  of  which  are  indicated  by  r 
(Figs.  120  and  121),  the  wire  is  wound  in  the  same  direction, 
and  each  of  them  has  nine  spirals.  Any  two  consecutive 
bobbins,  as  the  two  r,  r',  are  separated  from  each  other  by 
an  iron  tooth  of  the  wheel  and  by  a  little  piece,  or  triangu- 
lar prism,  of  wood,  m,  in  (Figs.  119,  120,  121).  Passing  from 
one  bobbin  to  construct  the  following  one,  I  have  left  free 
a  tassel,  or  stirrup,  of  copper  wire,  fixing  it  to  the  piece  of 
wood  m  which  separates  the  two  bobbins.  On  the  axis  MM 
(Fig.  121),  to  which  the  wheel  so  constructed  is  annexed,  I 
have  brought  all  the  tassels  that  with  one  end  make  the 
end  of  the  bobbin,  and  with  the  other  the  beginning  of  the 
subsequent  one,  making  them  pass  through  convenient 
holes  made  in  a  wooden  collar  centered  on  the  axis  itself, 
and  then  attaching  each  of  them  to  the  commutator  c 
(Fig.  121),  also  centered  on  the  same  axis.  This  commutator 
consists  of  a  low,  small  cylinder  of  wood,  with  two  rows  of 
grooves  around  the  extremities  of  the  cylindrical  surface, 
in  which  sixteen  copper  pieces  are  inlaid,  eight  on  the  upper 
part  and  as  many  below :  the  first  alternating  with  the 
second,  all  concentric  with  the  wooden  cylinder,  a  little 
projecting  and  alternating  with  the  wood.  In  figure  c  of 
the  commutator,  the  small  pieces  of  copper  are  shown  by 
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the  dark  spaces.  Each  of  these  small  pieces  of  copper  is 
soldered  to  the  corresponding  tassel  joined  between  the  two 
bobbins.  So  that  all  the  bobbins  communicate  with  each 
other,  each  being  united  to  the  successive  one  by  a  conduc- 
tor of  which  one  of  the  small  copper  pieces  of  the  cominiuta- 
tor  itself  makes  part,  and  then  putting  two  of  these  in 
communication  with  the  poles  of  a  pile  by  means  of  two 
small  metallic  wheels  k,  k  (Figs.  120, 121),  the  current  divid- 
ing will  run  through  the  helix  on  one  side  and  the  other  of 
the  points  whence  the  tassels  start  united  to  the  two  small 
conununlcating  pieces,  and  the  magnetic  poles  shall  appear 
in  the  iron  of  the  circle  in  N  S.  Upon  such  poles  N  S  act  the 
poles  of  a  fixed  electro-magnet  AB,  and  determine  the  rota- 
tion of  the  transversal  electro-magnet  around  its  axis  m,  as 
in  it  (the  electro-magnet),  even  when  it  is  in  motion,  the 
poles  are  always  produced  in  the  usual  same  positions  N  S 
which  correspond  to  the  communications  with  the  pile. 

"  This  fixed  electro-magnet,  as  appears  by  Figs.  120,  121^ 
is  composed  of  two  iron  cylinders  AB,  joined  together  by  an 
iron  cross-piece  FF,  to  which  one  is  permanently  screwed^ 
and  the  other  is  fastened  by  a  screw  G  placed  underneath, 
which  allows  it  to  run  along  a  groove  in  order  to  make  the 
poles  of  the  cylinders  AB  approach  or  recede  from  the  teeth 
of  the  wheel.  The  current  of  the  pile  entering  from  the 
conducting  wire  A,  passes  through  a  wire  to  the  communi- 
cation /,  and  from  that  to  the  little  wheel  k  circulates 
around  all  the  bobbins  of  the  wheel  and  returns  through 
the  connection  /',  which  makes  it  pass  through  another^ 
copper  wire  to  the  helix,  which  surrounds  the  cylinder  A. 
From  this  coming  out  again,  it  passes  to  the  helix  of  the 
cylinder  B,  and  is  conveyed  through  another  copper  wire  to 
the  second  conducting  wire  h'.  I  have  found  it  very  advan- 
tageous to  add  to  the  two  poles  of  the  fixed  electro-magnet 
two  soft  iron  armatures,  A  A  A,  B  B  B,  each  of  which  em- 
braces for  more  than  one-third  of  the  circle  the  wheel  that 
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constitutes  the  transversal  electro-magnet,  placing  them 
very  near  to  the  teeth  of  the  same,  and  tying  them  together 
with  copper  guides  E  E,  as  is  seen  in  the  horizontal  projec- 
tion, Fig.  120.  These  armatures  have  not  been  designated 
in  the  vertical  projection.  Fig.  121,  of  the  machine,  because 
they  would  have  concealed  the  bobbins  and  the  teeth  of 
the  wheel  too  much. 

"The  machine  works  when  the  current  passes  only 
through  the  circular  electro-magnet,  but  it  has  much  less 
strength  than  when  the  current  passes  also  through  the 
fixed  electro-magnet.  I  have  made  several  experiments, 
keeping  an  account  of  the  mechanical  work  which  the 
machine  produced,  and  of  the  corresponding  consumption 
of  the  pile.  The  system  adopted  in  these  experiments  was 
the  following:  The  axis  of  the  small  electro-magnetic 
machine  had  a  pulley  QQ,  Fig.  121,  which  was  embraced 
by  a  belting  which  was  closed  around  a  very  large  wheel, 
and  which  compelled  it  to  turn  round  when  the  small 
electro-magnetic  machine  moved.  The  axis  of  this  wheel 
was  horizontal,  and  a  rope  coiling  around  it,  lifted  a 
weight.  At  one  of  the  extremities  of  the  horizontal  axis  of 
the  small  winch  was  an  iron,  which  was  pressed  down  in 
such  a  manner  that  the  weight  on  being  raised  would  be 
sufficient  to  put  in  a  state  approaching  that  of  motion  all 
the  apparatus,  including  the  small  electro-magnetic  ma- 
chine, through  which  the  current  does  not  pass.  By  such  a 
disposition,  when  the  machine  acts,  the  mechanical  work 
^expended  to  overcome  the  f rictipn  is  equal  to  that  employed 
to  lift  the  weight,  and  in  order  to  have  all  the  work  done  by 
the  electro-magnetic  machine,  it  was  sufficient  to  double 
that  obtained  from  the  multiplication  of  the  weight  by  the 
height  to  which  it  was  lifted.  Having  so  calculated  the 
mechanical  work  produced,  in  order  to  know  the  consump- 
tion that  was  going  on  in  the  pile  for  producing  such  work, 
a  voltameter,  made  of  sulphate  of  copper,  was  interposed  in 
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the  circuit  of  the  current,  the  copper  plates  of  which  were 
weighed  before  and  after  the  experiment. 

**  I  shall  give  the  figures  obtained  in  one  of  such  experi- 
ments with  the  small  transversal  electro-magnetic  machine. 
This  small  machine,  which  had  a  wheel  of  the  diameter  of 
13  centimeters,  and  was  supplied  by  a  pile  of  four  small 
Bunsen  elements,  and  lifted  to  8"- 66  a  weight  of  about 
3*^  (2,812),  having  valued  the  friction  so  that  it  made  a  me- 
chanical revolution  of  28''™  415.  The  positive  copper  of  the 
voltameter  decreased  in  weight  0**  224  :  the  negative  copper 
increased  by  0'  235,  so  that  on  an  average  the  chemical  work- 
ing of  the  voltameter  may  be  said  to  be  0*  235.  This  num- 
ber multiplied  by  the  ratio  of  the  equivalent  of  the  zinc  to 
that  of  the  copper,  and  by  the  number  of  the  elements  of 
the  pile,  gives  for  the  weight  of  zinc  consumed  0»*951. 
Therefore,  in  order  to  produce  a  kilogrammeter  of  mechan- 
ical work,  33  milligrams  of  zinc  have  been  consumed  in  the 
pile. 

**In  another  experiment  made  with  5  elements,  the  con- 
sumption was  36  milligrams  for  every  kilogrammeter. 
These  results,  although  not  suiEcient  to  put  the  new  model 
notably  above  the  other  small  electro-magnetic  machines^ 
yet  do  not  appear  to  me  to  be  bad  when  I  consider  several 
defects  of  construction  that  exist  in  it,  which  are  not  found 
in  other  small  machines  of  their  kind.  Among  others  I 
must  note  that  the  commutator  is  made  of  copper  and  badly 
centred  on  the  axis,  so  that  not  all  the  contacts  always  take 
place  suiEciently  well. 

**The  reasons  that  induced  me  to  construct  the  small 
electro-magnetic  machine  upon  the  system  described  were 
the  following : 

"1.  In  the  method  adopted  the  current  never  ceases  to 
circulate  in  the  helices,  and  the  machine  does  not  move  by 
a  series  of  impulsions  that  succeed  each  other  more  or  less 
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rapidly,  but  by  a  union  of  forces  {copia)  that  act  continu- 
ously. 

"2.  The  circular  construction  of  the  revolving  magnet 
contributes,  together  with  the  preceding  method  of  succes- 
sive magnetizations,  to  give  regularity  to  the  movement 
and  the  least  expenditure  of  actual  force  {viva  forza)  in 
shock  or  friction. 

^'  3.  In  it  nothing  is  sought  but  that  the  magnetization 
and  demagnetization  of  the  iron  of  the  electro-magnet  be 
accomplished  instantaneously,  to  which  are  opposed  both 
the  extra  {estra)  currents  and  the  coercive  force  of  which 
the  iron  can  never  completely  get  rid,  but  it  is  only  required 
that  every  portion  of  the  iron  of  the  transversal  electro- 
magnet, subjected  always  to  the  convenient  electro-dynamic 
forces,  pass  successively  through  the  various  degrees  of 
magnetization. 

"  4.  The  external  armatures  of  the  fixed  electro-magnet 
continuing  to  act  upon  the  teeth  of  the  electric  wheel,  and 
embracing  very  many  of  them,  do  not  abandon  its  (the 
-wheel's)  action  while  magnetism  remains  in  them.  The 
sparks  are  increased  in  number,  but  much  decreased  in 
intensity,  inasmuch  as  there  are  no  strong  outside  currents 
on  the  opening  of  the  circuit,  which  may  always  be  kept 
closed,  and  it  is  only  when  the  machine  acts  that  an  in- 
ducted current  continues  directed  in  a  contrary  course  from 
the  current  of  the  pile. 

*'  I  think  that  the  appreciation  of  this  model  may  be  in- 
creased by  being  able,  with  facility,  to  convert  the  machine 
from  an  electro-magnetic  one  to  a  magneto-electric  one 
with  a  continuous  current,  when,  in  place  of  the  electro- 
magnet A  B,  Figs.  120  and  121,  there  would  be  a  permanent 
magnet,  and  the  transversal  electro-magnet  would  be  made 
to  revolve :  the  result  obtained  would  indeed  be  a  magneto- 
electric  marChine  which  would  give  a  continuous  induced 
current  directed  idways  in  the  same  course.    In  order  to 
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find  the  more  convenient  positions  for  the  rollers  (scan- 
daglio)  upon  the  commutator,  with  the  object  of  collecting 
the  induced  current,  we  observe  that  through  the  influ- 
ence upon  the  movable  electro-magnet  are  formed  the 
poles  opposite  the  extremities  of  a  diameter  in  the  presence 
of  the  poles  of  a  fixed  magnet. 

"  These  poles  N  S  maintain  a  fixed  position  even  when 
the  transversal  electro-magnet  circulates  around  its  axis ; 
therefore,  with  regard  to  the  magnetism,  and  consequently 
also  to  the  induced  currents,  we  may  consider  and  suppose 
that  the  bobbins  made  of  copper  wire  turn  round,  wound 
upon  the  circular  magnet,  this  remaining  immovable.  In 
order  to  study  the  induced  currents  that  develop  upon  such 
bobbins,  let  us  take  one  of  them  for  examination  in  the 
various  positions  that  it  may  assume. 

"  From  the  pole  N,  Fig.  122,  going  toward  pole  S,  there 
will  develop  in  it  a  current  directed  in  one  course  until  it 
(the  bobbin)  arrives  at  the  point  in  the  middle  a  ;  from  this 
point  further  on  the  current  will  assume  an  inverse  direc- 
tion. From  S,  then  proceeding  toward  N,  until  they  arrive 
at  the  point  in  the  middle  b,  the  currents  will  maintain  the 
same  direction  that  they  had  between  a  and  S.  After  b 
again  they  will  invert  their  direction,  resuming  that  which 
they  had  between  N  and  a.  Now,  as  all  the  bobbins  com- 
municate between  themselves,  the  electromotive  forces  of 
a  given  direction  will  sum  up  together,  and  will  give  to  the 
total  current  the  disposition  shown  by  the  arrows  in  Fig.  122. 
And,  in  order  to  gather  it,  the  positions  most  convenient 
for  the  plummets  shall  be  a  6  ;  that  is  to  say,  the  plummets 
on  the  commutator  are  placed  at  a  right  angle  with  the  line 
of  magnetization  of  the  electro-magnet.  The  induced  cur- 
rent varies  its  direction,  changing  the  course  of  the  rota- 
tion. With  regard  to  the  commutator,  when  the  rollers 
are  on  the  diameter  corresponding  to  the  line  of  magnetiza- 
tion in  any  way  that  the  electro-magnet  turns,  they  do  not 
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gather  any  current.  Displacing  them  from  such  a  position 
on  one  side,  a  direct  current  is  obtained  in  a  direction  con- 
trary to  that  which  would  be  obtained  by  displacing  them 
on  the  other  side. 

. "  In  order  to  develop  an  induced  current  in  the  machine 
conBtructed,  I  approached  to  the  magnetic  wheel  the  op- 
posed poles  of  two  permanent  magnets  or  magnetized  with 
a  current  the  fixed  electro-magnet  therein  to  be  found,  and 
compelled  the  transversal  electro-magnet  to  turn  en  its 
axis. 

"  Both  in  the  first  and  in  the  second  manner,  I  obtained 
a  current  continuously  directed  in  the  same  course,  which 
showed  in  a  galvanometer  (bussola)  a  satisfactory  inten- 
sity, even  after  having  crossed  the  sulphate  of  copper  and 
the  water  acidulated  with  sulphuric  acid.  It  is  evident 
that  the  second  method  cannot  be  convenient,  but  that'it 
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'■Attains  easy  to  place  a  permanent  magnet  instead  of  the 
^Jnporary  one  A  F  E  B,  and  then  the  electro-magnetic  ma- 
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chine  which  results  shall  have  the  advantage  of  giving 
induced  currents,  collected  and  directed  in  the  same  course, 
without  the  necessity  of  mechanical  organs  that  separate 
them  from  others  opposed,  and  which  make  them  cooperate 
one  with  the  other.  And  this  model  well  shows  how  the 
electro-magnetic  machine  is  opposed  to  the  magneto-elec- 
tric one,  inasmuch  as  in  the  first,  the  electric  current  circu- 
lating through  the  bobbins,  introduced  therein  by  the  con- 
ducting wires  //',  the  movement  of  the  wheel  was  obtained 
and  its  mechanic  work,  and  in  the  second  employing  me- 
chanic work  to  make  the  wheel  turn,  a  current  is  obtained 
by  the  eflfect  of  the  permanent  magnet,  which  circulates 
into  the  bobbins  and  is  carried  to  the  conducting  wires 
ir  to  be  introduced  into  the  body  upon  which  it  has  to 
act." 

Fig.  123  presents  a  larger  view  of  the  commutator  of 
the  Pacinotti  motor.  Fig.  124  is  a  view  of  the  machine  as 
it  was  exhibited  at  the  Paris  Electrical  Exhibition.  It  will 
be  noticed  that  the  rollers  are  here  shown  in  the  correct 
position,  at  an  angle  of  90°  from  that  shown  in  the  plan 
view,  Fig.  120.— K.] 

4LS.  [rrhe  Slisis  TVIsteliiiie  £iiid  tlistt  or 
^Vonns  de  Homilly.  The  history  of  the  devel- 
opment of  the  Gramme  machine  would  be  incomplete  with- 
out reference  to  the  motor  of  Elias  and  the  proposed 
generator  of  De  Romilly. 

Elicia  of  Amsterdam  constructed  an  electro-motor  in 
1842,  a  model  of  which  was  exhibited  at  the  recent  Paris 
Electrical  Exposition.  It  is  shown  in  Fig.  125.  It  does  not 
seem  to  have  occurred  to  him  that  it  was  reversible,  in  the 
sense  of  being  an  electric  generator  as  well  as  an  electro- 
motor. In  this  apparatus  there  is  an  exterior  iron  ring 
divided  into  six  equal  segments,  and  at  the  junctions  of  the 
segments  are  six  iron  enlargements  which  act  as  an  equal 
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Dumber  of  ma^etic  poles.  On  each  segment  an  insulated 
copper  wire  is  wound  in  a  single  course,  to  cover  the  space 
between  the  poles.  At  each  pole  the  direction  of  winding 
is  reversed,  so  that  neighboring  poles  are  of  unlike  polarity. 
The  current  which  energizes  this  multipolar  magnet  c 
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from  a  galvanic  battery  distinct  from  the  one  which  sm-y- 
plies  the  inner  ring.  It  enters  and  leaves  the  coils  on  tK^® 
horizontal  line  joining  two  poles.  It  is  divided  at  point  ^3* 
entrance,  and  is  reunited  at  the  point  of  exit  so  that  half  €:^^ 
the  current  flows  in  the  upper  part  and  the  other  half  in  tt*-® 
lower  part  of  the  ring. 
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The  inner  iron  ring  is  made  of  like  shape  with  the  outer, 
but  has  its  polar  enlargements  made  on  the  outer  periphery 
of  the  ring.  The  coils  are  woimd  and  the  current  is  divided 
in  the  same  manner  as  that  of  the  stationary  ring.  It  is 
mounted  on  a  three-armed  spider,  keyed  or  otherwise  fas- 
tened to  the  shaft.  The  current  from  another  battery  is 
passed  to  it  through  springs  and  a  commutator  which  acts 
to  reverse  the  direction  of  the  current  through  the  coils  at 
each  passage  of  the  poles  of  the  inner  ring  before  those  of 
the  outer.  In  this  way,  the  two  sets  of  magnets  alternately 
attract  and  repel  each  other  in  one  direction — that  of  rota- 
tion. This  apparatus  is  very  suggestive  of  various  mechan- 
ical variations  of  the  Gramme  machine,  which  have  been 
invented  anew,  by  many  experimenters  in  electricity. 

Worms  de  Romilly  patented  in  France,  March  3d,  1866, 
naagneto-electric  machines  having  annular  and  cylindrical 
armatures,  resembling,  under  casual  observation,  those  of 
Gramme  and  Siemens.  But  the  coils  were  not  connected  in 
like  manner.  They  seem  to  have  formed  in  each  case  one 
continuous  circuit  without  loops,  but  with  two  free  ends 
-which  were  the  poles  for  alternating  currents  which  could 
be  turned  in  one  direction  by  a  commutator. — K.] 


^S.     Construction     ol"    the     CTrrainme 

.AjjrmsLtvLre.  The  importance  of  Pacinotti's  invention 
only  appeared  after  Dr.  W.  Siemens  had  published  his  dis- 
covery of  the  principle  of  conversion  of  mechanical  power 
into  magnetism  and  electricity  (§§  35  and  36). 

In  July,  1871,  Jamin  communicated  to  the  French  Acad- 
emy of  Sciences  the  statement  that  Oramme  had  invented  a 
new  magneto-electric  machine  which  gave  continuous  cur- 
rents. On  account  of  the  lateness  of  the  hour,  his  address 
-was  postponed  till  the  next  meeting,  when  the  machine  was 
shown  and  explained. 

The  main  part  of  the  Gramme  machine  is  the  ring  of 
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Pacinotti  (g  46).  fiut  no  doubt  it  was  invented  independ- 
ently, and  that  its  construction  waa  made  better. 

Zenobe  Thdophile  Gramme,  a  Belgian  by  birth,  was  en- 
gaged with  the  Compagnie  1' Alliance  as  pattern-maker. 
He  had  previous  to  that  time  made  several  inventions  and 
had  a  number  of  patents  for  regulators  of  electric  light  and 
magneto-electric  machines. 

Without  knowledge  of  Pacinotti  or  his  claims,  Oramme 
conceived  the  idea  of  causing  an  inducing  magnet  to  rotate 
within  a  ring  encircled  by  wire  convolutions  for  the  pur- 
pose of  generating  induced  currents  having  one  direction. 


Afterwards  he  adopted  the  idea  which  Pacinotti  had  set 
forth,  and  rotated  the  ring  between  the  poles  of  fixed  per- 
itianentmagnetsorelectro-magnetB.  He,  however,  changed 
its  construction,  in  the  manner  of  connecting  the  collector 
(wrongly  called  conmiutator  by  Pacinotti),  so  as  to  make 
the  whole  more  compact  and  substantial.  [It  will  be  no- 
ticed by  the  reader  that  the  Oramme  ring  differs  in  two 
important  particulars  from  the  Pacinotti.  The  Oramme  is 
of  uniform  cross-section,  and  is  entirely  covered  by  the 
small  bobbins.  The  sixteen  radial  projections  on  the  core 
of  the  Pacinotti  become  by  induction  so  many  polar  ends. 
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either  seven  or  eight  of  each  name,  dependent  upon  the 
changing  positions  of  the  ring  during  rotation  ;  all  upon  one 
side  of  a  line  drawn  from  N  to  S  (Fig.  120)  being  of  like 
polarity.  Consequently,  there  are  consecutive  rises  and 
falls  in  magnetism  as  it  rotates,  and  therefore  the  electric 
currents  generated  in  the  bobbins  have  an  intermittent  and 
alternate  character. — K.] 

We  have  already  said  that  the  winding  of  the  soft  iron 
ring  consists  of  many  bobbins  of  insulated  copper  wire 
wound  directly  on  the  iron  core  ;  the  bobbins  being  placed 
close  together,  and  the  inner  end  of  each  soldered  to  the 
outer  end  of  the  neighboring  one,  so  that  the  entire  number 
of  bobbins  form  a  series  of  convolutions  constituting  an 
electric  circuit  without  end. 

Each  bobbin  may  have  any  number  of  convolutions  of 
the  insulated  wire,  and  there  may  be  any  convenient  num- 
ber of  bobbins.  Both  of  these  conditions  depend  upon  the 
object  for  which  the  machine  is  intended — whether  greater 
or  less  electromotive  force  is  needed.  • 

While  the  smaller  hand  machines  have  say  30  or  32  bob- 
bins, the  larger  ones  have  exceeding  100. 

[Their  number  is  an  even  one  in  all  cases. — K.] 
The  soldered  junctions  of  the  wires  of  the  bobbins  must 
^  equally  distant  from  each  other,  and  be  all  upon  one  side 
^f  the  ring.    This  side  we  will  call  the  rear. 

A  ring  of  this  kind  is  shown  at  A  B,  Fig.  12G,  the  rear 
®^de  being  turned  towards  the  reader.  For  ease  of  illustra- 
^^oxx  the  ring  is  shown  with  a  portion  cut  away,  and  some 
^^  "the  bobbins  separated  from  the  rest. 

"The  core  is  not  a  massive  iron  ring,  but  is  generally 

^'^^^^e  of  a  number  of  well-annealed  iron  wires,  because  it 

^^eives  and  delivers  magnetism  most  easily  in  this  form. 

l^  practice,  the  core  is  made  up  by  winding  upon  a  drum 

^^  cylinder  of  metal,  coils  of  a  continuous  length  of  iron 

'^e  in  reg^ular  order  and  layers.    The  two  free  ends  of  the 
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wire  are  soldered  to  the  mass  of  wire,  the  roughness  filed 
oflf,  and  the  whole  ring  saturated  with  a  solution  of  shellac, 
which  is  then,  allowed  to  dry.  The  surface  of  the  ring  is 
then  covered  smoothly  with  carefully-laid  strips  of  muslin, 
or  tape,  and  again  coated  with  shellac. — K.] 

The  space  within  the  ring  is  filled  by  a  wooden  disk,  or 
cylinder,  which  serves  to  carry  the  armature  upon  the  shaft, 
or  arbor,  as  well  as  to  keep  all  the  parts  solidly  in  place. 
The  connections  between  the  soldered  junctions  of  the  bob- 
bins and  the  places  where  the  currents  are  taken  off  are 
those  shown  by  the  L-shaped  pieces  of  metal,  R.  Each 
piece  is  soldered  at  a  junction  of  two  bobbins  and  the  shorter 
arm  of  the  L.    There  is  one  piece  for  each  junction. 

When  these  are  all  placed  the  shaft,  or  arbor,  is  forced 
in,  but  with  some  insulating  material  to  prevent  metallic, 
or  electric  contact  between  the  arbor  and  L  pieces.  The 
currents  are  collected  by  means  of  springs,  or  rollers,  which 
press  upon  the  L  pieces  at  or  near  R  during  rotation. 

•[The  construction  of  the  Gramme  armature  just  de- 
scribed is  not  now  pursued,  but  is  varied  as  follows  :  The 
ring  core,  after  preparation  as  in  our  previous  note,  is 
marked  with  lines  which  show  equal  divisions  to  the  num- 
ber of  the  bobbins  which  are  to  be  wound  upon  it. 

Then  the  ring  is  clamped  to  the  top  of  a  securely  fast- 
ened bench,  or  stool,  so  that  the  hand  of  the  winder  can  be 
passed  through  it.  The  proper  length  of  wire  for  one  bob- 
bin is  then  taken,  doubled  in  the  middle,  and  one  half 
passed  through  the  ring.  Segmentally  formed  clamps  are 
fastened  to  the  ring  so  as  to  leave  a  space  between  them 
the  same  as  is  to  be  occupied  by  one  bobbin.  The  wire  is 
then  wound  in  and  out ;  first  one  half  and  then  the  other 
half  in  alternate  passes.  Care  is  taken  to  keep  as  even 
strain  upon  the  wire  as  possible.  When  the  winding  of 
one  bobbin  is  completed  the  ends  are  twisted  together  tem- 
porarily, and  one  of  the  clamps  is  moved  to  the  next  mark 
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on  the  ring,  and  another  bobbin  is  wound  in  like  manner 
in  the  space  between  the  previous  one  and  the  clamp.  This 
is  repeated  until  the  ring  is  filled.  In  this  manner  of  wind- 
ing, the  two  ends  of  the  wire  are  gradually  worked  to  the 
outside^  instead  of  the  otherwise  inner  end  being  passed 
out  between  the  bobbins,  as  shown  in  Fig.  126. 

The  collector-bars  are  not  used  as  shown  in  Fig.  126  at 
R,  but  somewhat  as  shown  in  Fig.  138.  They  are  fastened 
by  soldering  or  clamping  to  the  wires  of  the  bobbins  as  in 
Fig.  138.  The  inner  end  of  the  wire  of  one  bobbin  being 
fastened  to  the  collector-bar  with  the  outer  end  of  the  bob- 
bin next  adjacent,  say  to  the  right. 

The  collector-bars  or  sections  (the  L-pieces)  are  sepa- 
rated from  each  other  by  insulators  of  pressed  paper  of  the 
same  form.  Insulating  disks  are  provided  with  grooves  to 
receive  the  ends  so  as  to  clamp  and  retain  them  in  posi- 
tion, as  in  Fig.  138.  This  described  arrangement  is  shown 
in  the  machines  Figs.  131,  132,  133, 134, 135, 136, 137,  and  144. 

The  wooden  cylinder  has  been  found  to  give  much  trou- 
ble from  becoming  loose,  in  practice,  owing  to  shrinkage. 
I  have  devised  an  expansible  metal  carrier  to  obviate 
this  difficulty,  which  is  a  serious  one  in  machines  having 
armatures  of  large  diameter.  This  armature  is  securely 
fastened  to  the  proper  place  on  a  shaft,  or  arbor,  with  a 
pulley  to  receive  the  belt  by  which  it  is  rotated  between  the 
poles  of  the  field-of-force  magnets,  as  is  more  fully  de- 
scribed in  the  next  succeeding  sections. — K.] 

40.  The  Gramme  IMachine.  Fig.  127  rep- 
resents the  construction  of  a  small  Gramme  machine  to  be 
used  by  hand  power.  It  delivers  a  current  equal  to  about 
that  from  three  Bunsen  cells.  The  ring  with  the  collector- 
arrangement  first  described  in  §  48  will  be  recognized. 

The  field-of-force  magnets  are  permanent  ones  of  steel, 
and  are  provided  with  soft  cast-iron  shoes,  as  pole-pieces 
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which  encircle  concentrically  nearly  half  of  the  armature 
in  the  case  of  each  pole,  so  that  but  a  small  part  of  the 
armature  is  without  the  direct  magnetic  influence. 


By  division  of  the  influence  (§  3)  the  part  A  of  the  iron 
ring  nearest  to  the  south  pole  S  receives  north  polarity,  and 
the  other  half  of  the  ring  receives  south  polarity  by  influ- 
ence of  the  north  pole  N.  M  and  M'  are  the  extremities  of 
the  line  of  magnetic  neutrality. 

If  the  ring  be  set  in  rapid  rotation  by  means  of  the 
handle  on  the  large  cog-wheel  "^hich  engages  with  a  pinion 
on  the  shaft  of  the  armature,  two  systems  of  induced  cur- 
rents, having  contrary  direction,  will  be  generated  in  the 
manner  described  in  the  preceding  sections.  These  two 
currents  meet  at  the  neutral  line,  and  simply  neutralize 
each  other  unless  a  path  be  furnished  through  which  they 
can  jointly  flow.    For  this  purpose  Gramme  has  provided 
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in  this  machine  two  bundles  of  springy  copper  wires  which 
press  upon  the  collector-bars  which  are  connected  with  the 
bobbins  of  the  armature,  on  the  line  M  M'  of  neutrality. 
These  bundles  of  wires  are  called  brushes.  They  are  in 
this  machine  in  direct  electrical  communication  with  the 
binding-posts  shown  with  the  wires  in  them,  ready  to  be 
connected  with  any  electrical  apparatus.  In  this  way  he 
provides  for  the  simple  and  sure  production  of  continuous 
currents  of  electricity. 

The  continuity  is,  as  we  have  already  shown,  due  to  the 
continuous  moving  of  many  wire  coils  or  bobbins  within 
the  magnetic  field-of -force  between  the  poles  of  the  magnets 
and  the  outer  surface  of  the  iron  ring.  A  further  advantage 
is  grained  by  reason  of  the  brushes  being  flexible  and  elastic 
in  their  bearing  upon  the  collector-bars,  so  that  the  current- 
circuit  is  never  broken  by  one  bar  of  the  collector  passing 
fron^  contact  with  a  brush  before  the  next  one  in  succession 
has  passed  to  contact. 

From  Pig.  27  it  is  easily  seen  that  the  sum  of  all  the 
currents  generated  during  a  rotation,  t.  e.,  the  greatest 
strength,  is  obtained  if  the  brushes  be  so  placed  that  a  line 
connecting  the  places  of  contact  with  the  collector  is  per- 
I>endicular  to  a  line  connecting  the  magnet-poles.  No 
current  is  obtained  if  those  lines  be  made  coincident. 

If  the  brushes  be  moved  closer  together,  but  so  that  a 
line  connecting  the  contact-points  is  not  parallel  with  the 
pole  line,  a  current  will  still  be  had,  but  a  very  much 
weaker  one.  The  direction  of  the  current  differs  with  the 
position  of  the  brushes.  K,  for  example,  they  bear  upon 
the  collector-bars  between  M  S  and  M'  N,  the  direction  of 
the  current  will  be  different  from  that  if  the  brushes  bore 
upon  the  bars  between  S  M'  and  M  N.  It  follows,  there- 
fore, that  by  application  of  several  pairs  of  brushes  several 
currents  can  be  conducted  from  one  ring,  the  same  as  in 
the  conducting  of  several  currents  from  a  galvanic  battery 
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of  several  cells.  It  is  also  evident  that  several  such  n 
chines  may  be  coupled  up  for  quantity  or  for  tension 
current. 

The  latter  object  is,  however,  more  simply  attained 
selecting  the  proper  size  and  length  of  wire  tobewou 


upon  the  ring.    As  a  rule,  the  tension  of  the  current,  ' 
rate  of  rotation  being  the  same,  seems  to  be  directly  prop 
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tional  to  the  number  of  conTolutions  of  wire  on  the  arma- 
ture. Ab,  however,  the  electrical  resistance  increases  in  the 
same  proportion,  when  quantity  effects  are  desired  as  well, 
the  wire  and  size  of  the  machine  must  be  proportionately 
increased.  If,  however,  the  external  electrical  resistance  is 
great,  as  in  telegraph  lines,  fine  wires  are  to  be  preferred. 
Qramme  machines  of  this  type  are  made  for  physical  and 
chemical  laboratories  with  armatures  for  quantity  and  elec- 
tromotive force  to  be  used  in  change. 


SO.  M?he  Cri:*a,mme  IVXacliine  ioi>  Hand, 
or  Foot  I*o-wei--  The  Oal>inet  IMa.- 
cliines.  Brequet,  of  Paris,  makes  machines  of  this 
style  which  are  intended  for  an  always-ready  apparatus 
for  instruction  in  physics 
and  chemistry,  and  for 
"medical  uses.  They  are 
made  of  a  strength  equal  to 
eight  Bunsen  cells  coupled 
in  series. 

The  first  one  of  this  kind, 
Fig.  138,  had  a  large  perma- 
nent nu^fnet,  and  supplied 
a  current  equal  to  only  three 
Bunsen  cells.  They  were 
soon  replaced  hy  the  form 
shown  in  Fig.  189,  the  mag- 
nets of  which  were  much 
stronger.  These  latter  soon 
after  received  the  present  I 
form  for  foot-power  shown 
in  Fig.  130. 

The  chief  characteristic  of  the  present  machines  of  this 
type  is  the  peculiar  form  and  construction  of  the  permanent 
magnet.    This  consists,  according  to  Professor  Jamin,  of 
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Paris,  of  a  great  ouiuber  of  thin  steel  plates,  tightly  pn 
together  at  the  Bides  hy  two  clamps,  but  allowed  to  bU( 
divei^e  at  their  ends.    These  ends  terminate  in  mai 


shoes,  which  act  as  poles  to  the  magnet,  and  nearly  i 
pletely  embrace  the  armature. 

The  brushes  bear  upon  the  collector-bars  as  ip  the 
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viously-described  Gramme  machines,  i,  e.,  on  the  neutral 
line  between  the  poles. 

Jamin  f oimd  by  a  series  of  experiments  the  best  form 
and  construction  of  a  steel,  laminated  magnet,  and  this 
construction  has  received  his  name. 


SI.  The  CS-ramme  Larg-e  I>yiiLamo- 
Electrdc  IVXacIiiiie  ioi*  Gralvanoplastic 
I^ii.rT[>oseei.  As  long  as  steel  magnets  were  applied  in 
machines  for  the  production  of  the  electric  current,  the 
strength  of  the  current  could  not  be  much  increased,  as  it 
was  necessary  to  keep  within  dimensions  similar  to  those  of 
the  older  magneto-electric  machines,  such  as  those  of  the 
Society  TAlliance,  etc.  Gramme  therefore  came  to  the  con- 
clusion to  replace  the  steel  magnets  by  strong  electro-mag- 
nets, arranged  according  to  the  dynamo-electric  principle 
(§  35),  but  varied  its  employment  by  using  a  portion  only  of 
the  current  produced  by  the  armature  to  energize  the  elec- 
tro-magnets. It  is  clear  that  instead  of  one  magnet  with 
two  poles,  two  magnets  or  electro-magnets  with  four  poles 
can  be  used  to  act  upon  the  bobbins  (Si  the  armature. 

In  this  case  there  are  only  small  spaces  left  between  the 
pole-ends  at  the  neutral  points.  Corresponding  to  these 
four  neutral  points  are  four  wire-brushes  to  conduct  the 
currents  from  the  armature  into  two  circuits. 

The  first  large  dynamo-electric  machine  built  by  Gramme 
was  made  in  1872  in  the  shops  of  Brequet,  for  the  galvano- 
plastic  establishment  of  Christofle  &  Co.,  in  Paris,  and  is 
still  working  to  the  entire  satisfaction  of  the  proprietors, 
without  having  had  any  repairs  since  that  time.  Towards 
the  end  of  the  same  year,  ten  other  machines  were  made 
after  the  same  pattern,  with  cast-iron  frames.  This  firm 
bought  six  of  these.  These  machines  were  arranged  as 
shown  in  Fig.  131,  having  four  electro-magnets  and  two 
armatures.    One  armature  furnished  the  current  for  ener- 
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Crammt  Lurf  ifaekllH  J!ir  t^/mm^m^liv  ««■*. 


gizing  the  electro-magnets,  while  the  other  furuished  the 
working  current ;  by  this  arraDgemeut  the  dynamo-electric 
principle  is  only  partly  brought  into  action.    These  ma- 


coyTHfuons  curbent  machines. 


chines  were  large  and  heavy.  Each  one  weighed  750  kilo- 
grammeB,  and  the  copper  wire  used  on  it  weighed  176 
kilogrammes.  It  was  1.30  metres  in  height,  0.80  metre  in 
breadth,  and  effected  a  deposition  of  600  grammes  of  silver 
per  hour  by  the  expenditure  of  one  horse-power.  Toward 
the  end  of  1S73>  Oramme  built  a  ma^eto-electric  machine 
for  galvanoplastic  purposes  after  an  entirely  different 
model,  which  had  great  advantages  compared  with  the  pre- 
ceding ones.    This  is  shown  in  Fig.  132.    It  had  but  one 


armature,  and  only  two  horizontal  electro-magnets  arranged 
for  two  consequent  poles.  It  was  smaller,  lighter,  and 
cheaper  than  any  of  the  previous  machines.  Its  weight 
wEis  only  177.5  kilograomies,  and  that  of  the  copper  for  the 
armature  and  electro-magnets  47  kilogrammes.  Its  dimen- 
sions were  0,66  metre  in  length  and  breadth,  and  0.60  metre 


234  DTNAMO-ELECTRIC    MACHINES. 

in  height.  The  deposit  was  the  same  as  in  the  previous 
machine,  namely,  600  grammes  of  silver  per  hour,  and  the 
power  expended  was  only  50  kilogrammetres,  or  two^-thirds 
of  a  horse-power.  Compared  with  the  model  of  1872,  this 
machine  has  the  following  advantages  :  (1)  it  only  occupies 
one-half  the  space,  (2)  its  weight  is  hardly  one-fourth  that 
of  the  previous  machines,  (3)  the  weight  of  copper  is  only 
one-quarter  that  of  the  former,  and  (4)  its  eflSciency  is 
thirty  per  cent,  of  the  entire  power  expended  upon  it. 

All  of  these  advantages  were  obtained  by  omitting  the 
second  electro-magnet  and  its  armature ;  and  by  the  ar- 
rangement under  which  the  convolutions  of  the  electro- 
magnet, and  of  the  armature,  and  the  decomposition  cell 
form  a  single  circuit.  Instead  of  the  round  wires  with 
which  the  iron  cores  of  the  electro-magnets  were  covered  in 
the  former  machines,  each  core  of  electro-magnets  was 
enclosed  with  a  single  sheet  of  copper  covering  the  entire 
length  of  the  iron  core,  so  that  the  whole  covering  con- 
sisted only  of  four  copper  bands. 

As  in  machines  to  be  used  for  galvanoplastic  purposes, 
quantity  of  current  of  electricity  is  more  desirable  than  undue 
electromotive  force,  the  coils  of  the  armature  consist  of  a 
half  flat,  very  thick  wire,  which  is  strong  enough  to  resist 
the  centrifugal  *  force,  notwithstanding  the  rotations  of  the 
armature  are  500  per  minute.  Neither  the  ring  nor  the 
electro-magnets  are  much  heated,  and  no  sparks  are  seen 
at  the  points  of  contact  of  the  brushes  with  the  collector. 

The  iron  frame  of  the  machine  is  very  strong  ;  while  the 
steel  arbor,  having  but  little  weight  upon  it,  and  only  a 
small  diameter  at  the  journals,  runs  with  very  little  friction. 
The  polar  extensions  are  of  soft  cast-iron,  and  encase 
almost  the  entire  circumference  of  the  armature. 

The  dynamo-electric  principle  is  fully  carried  out  in 
these  machines ;  but  this  is  objectionable  in  some  cases,  such 
as  for  instance  where  polarization  of  the  galvanoplastic 
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solution  takes  place.  Complicated  attachments  then  be- 
come necessary. 

S2.  Grrannne's  Larg-e  I>yiiamo-Elec- 
trtc  ]Macliliies  for  the  Prodixction  of 
Electrfc    Light.     The    Light    IWCaehines. 

It  is  a  known  fact  that  by  the  passage  of  a  galvanic  current 
through  a  conductor,  a  part  of  the  electricity  is  converted 
into  heat,  and  the  temperature  of  the  conductor  is  increased. 
[This  phenomenon  of  heat  is  simply  the  result  of  the  passage 
of  the  current  of  electricity ;  some  of  the  energy  is  con- 
served as  heat,  none  of  the  electricity  is  converted  into 
heat. — K.] 

This  elevation  of  temperature  increases  within  certain 
limits  in  proportion  to  the  resistance  which  the  current  en- 
counters, and  under  some  circumstances  becomes  so  great 
that  the  conductor  acquires  a  glowing  white  temperature. 
If  two  small  carbon  rods  be  interposed  in  the  circuit  of  a 
galvanic  battery  in  such  a  manner  that  the  end  of  the 
metallic  wire  connected  with  one  of  the  poles  of  the  battery 
be  connected  with  one  of  the  carbon  rods,  and  the  other 
wire  with  the  other  carbon  in  similar  manner,  and  the  two 
carbons  be  touched  together,  the  temperature  at  the  junc- 
tion will  be  elevated  so  as  to  make  them  glow  at  that  point. 
If  they  then  be  separated  a  little  from  each  other,  the  cur- 
rent will  not  be  interrupted,  but  a  bridge  of  glowing  parti- 
cles of  carbon  will  be  formed  between  the  carbon  points, 
consisting  of  particles  of  carbon  carried  over  from  the  posi- 
tive terminal  to  the  negative  one.  In  this  flame  the  current 
will  pass  so  long  as  the  space  between  the  points  be  not  too 
^eat.  This  space,  filled  by  the  glowing  particles  of  car- 
bon, is  called  the  voltaic  arc.  On  account  of  the  enormous 
resistance  which  the  current  encounters  in  a  voltaic  arc,  a 
large  quantity  of  electricity  is  converted  into  heat  at  that 
part  of  the  circuit,  and  the  carbon  particles  so  heated  be- 
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come  intensely  luminous  and  radiate  a  blinding  light — the 
electric  light.  We  will  consider  further  on  the  properties 
of  this  light. 

The  strength  of  the  electric  light  depends  upon  the  dis- 
tance to  which  these  carbon  rods  can  be  removed  from 
each  other  without  extinguishing  the  light ;  hence,  in  order 
to  obtain  a  very  intense  light  the  arc  must  be  as  large  as 
possible.  In  this  case  the  resistance  in  the  circuit  increases 
so  much  that  only  currents  of  very  great  tension  will  suc- 
ceed in  overcoming  it.  This  being  the  case  the  Oramine 
machine  for  the  production  of  electric  light  must  be  made 
so  as  to  generate  currents  of  much  higher  electromotive 
force  than  is  the  case  with  those  used  for  galvanoplastic 
purposes. 

According  to  OhnCs  law  the  strength  of  current  proceed- 
ing from  a  generating  apparatus  is  at  its  maximum  when 
the  interior  and  exterior  resistances  of  the  circuit  are  equal. 
For  the  generation  of  an  intense  light,  therefore,  the  resist- 
ance of  the  Oramme  armature  must*  be  very  great ;  i.  e,, 
the  wire  with  which  the  iron  core  is  encircled  must  be  of 
much  less  diameter  than  is  the  case  with  the  machines  be- 
fore described,  and  a  greater  number  of  convolutions  must 
be  made.  The  velocity  of  rotation  must  also  be  greater,  in 
order  to  convert  as  much  as  possible  of  the  mechanical 
work  into  electricity,  and  this  again  into  heat  in  the  arc  in 
a  unit  of  time. 

The  first  light-machine  built  by  Gramme  gave  a  light 
equal  to  900  Carcel  burners.  It  weighed  1000  kilogrammes, 
had  three  armatures  and  six  electro-magnets.  The  current 
of  one  armature  served  for  energizing  the  electro-magnets, 
while  the  two  other  armatures  gave  the  current  for  the 
light.  The  copper-wire  of  the  electro-magnets  weighed  250 
kilogrammes,  and  the  wire  of  the  three  armatures  75  kilo- 
grammes. The  machine  occupied  a  space  0.80  metre  long 
and  wide,  and  1.25  metres  high.    It  was  used  a  long  time 
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for  experimenting  in  the  Tower  at  WsBtminster,  in  Lon- 
don,   and    is  working  very  well  to-day,  but  it  becomes 
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slightly  heated  during  its  working,  and  shows  sparks  be- 
tween the  wire  brushes  and  the  collector-bars. 

As  no  stronger  light  than  that  of  500  Carcel  burners  was 
then  required,  Gramme  was  enabled  to  decrease  the  dimen- 
sions of  the  new  machine  somewhat,  and  thereby  removed 
the  heating  of  the  ring  and  the  formation  of  sparks.  A 
machine  of  this  kind  is  illustrated  by  Fig.  133.  It  still  has 
six  upright  electro-magnets  which  are  set  in  a  triangle, 
has  only  two  armatures,  and  is  arranged  according  to  the 
dynamo-electric  principle  ;  or  it  may  be  arranged  so  as  to 
employ  one  armature  for  energizing  the  electro-magnets, 
and  the  other  for  the  production  of  one  electric  light,  or  for 
two  entirely  separate  lights.  Under  this  construction  the 
machine  weighs  700  kilogrammes  ;  the  wires  of  the  electro- 
magnets weigh  180  kilogrammes ;  and  the  wires  of  the 
armatures  40  kilogrammes.  It  is  0.65  metre  long  and  wide, 
and  0.90  metre  high.  It  gives  a  normal  strength  of  light 
equal  to  550  Carcel  burners,  but  can,  in  way  of  experiment, 
be  made  to  give  double  that  light  by  increasing  the  rapidity 
of  rotation.  If  each  armature  be  used  for  the  production 
of  a  separate  light,  each  light  has  the  value  of  150  Carcel 
burners. 

Machines  of  this  class  are  used  on  ships  of  the  French 
and  Russian  navies,  and  are  also  used  for  army  purposes  in 
the  forts  of  other  nations.  When  the  armature  is  rotated 
at  a  speed  of  400  per  minute,  no  undue  heat  or  sparks  can 
be  observed.  The  light,  however,  has  not  sufficient  force^^^ 
to  penetrate  the  air  in  foggy  weather  to  a  sufficiently 
distance. 

This  disadvantage  Gramme  also  overcame.    After  dili- 
gent study  of  all  the  circumstances,  based  upon  numeroui 


experiments  and  experiences,  he  constructed  light-nuu- 
chines  after  another  model,  similar  to  that  shown  by  Fig^ 
134.  In  this  machine  the  frame  is  constructed  of  two  cas^:^ 
iron  uprights,  connected  with  each  other  by  two  stron 
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wrought-iron  cylindrical  bars.  These  bars  form  the  cores 
of  four  electro-magnetic  poles.  These  bars  are  also  pro- 
vided with  semicircular  pole-pieces  at  the  centres  of  their 
lengths,  uniting  two  like  poles  each. 

The  iron  core  of  the  armature  is  not,  as  in  machines  pre- 
viously described,  wound  with  bobbins  connected  up  in  one 
series,  but  has  two  systems  of  bobbins,  sixty  in  each  sys- 
tem. These  two  systems  are  wound  in  parallel  lengths 
upon  the  core  and  branch  off  alternately  on  opposite  sides  of 
the  armature  to  two  sets  of  collector-bars,  one  set  on  each 
side.  Two  sets  of  brushes  are  provided,  forming  two  com- 
plete circuits. 

The  electro-magnets  are  energized  by  the  currents  com- 
ing from  the  armatures.  The  principle  of  dynamo  division 
of  current  is,  hence,  fully  carried  out  in  these  machines. 
One  of  these  machines  occupies  a  space  0.8  metre  long, 
0.550  metre  wide,  and  0.585  metre  high.  Its  weight  is  400 
kilogrammes.  The  ring  has  an  exterior  diameter  of  0.230 
metre,  and  carries  14  kilogrammes  of  copper  wire.  The 
iron  cores  of  the  electro-magnets  have  a  diameter  of  0.07 
metre,  and  a  length  of  0.404  metre.  The  wire  wound  upon 
them  weighs  96  kilogrammes. 

Owing  to  the  peculiar  manner  in  which  the  wire  is 
wound  upon  the  ring,  the  whole  acts  like  a  double  arma- 
ture, as  it  contains  two  series  of  bobbins  completely  insu- 
lated from  each  other,  each  series  having  its  own  collector 
and  set  of  brushes. 

Both  series  can  be  coupled  so  as  to  furnish  quantity  or 
tension  currents.  In  the  latter  case,  with  a  speed  of  700 
per  minute,  they  give  a  light  equal  in  strength  to  800  Car- 
cel  burners.  Coupled  for  quantity,  the  strength  of  light 
increases,  with  a  speed  of  1 350  rotations  per  minute,  to  2000 
Carcel  burners. 

This  model  was  adopted  by  the  French,  Austrian,  Rus- 
sian, Norwegian,  Turkish,  and  other  governments,  and  was 
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well  recommended.  Recently  machines  were  built  after  a 
similar  but  rather  more  advantageous  model,  which  gave 
the  enormous  light  of  5000  Carcel  burners,  or  that  of  35000 
normal  paraffine  candles. 

This  last  construction  Gramme  afterwards  simplified, 
and  made  machines  of  smaller  dimensions,  but  employed 
only  two  electro-magnets,  still  with  a  double  ring  and  two 
collectors  and  sets  of  brushes.  Fig.  134  shows  one  of  these 
machines  of  183  kilogrammes  total  weight.  The  copper 
wire  for  the  electro-magnet  and  the  ring  together  only 
weighs  47  kilogrammes.  Its  length  and  width  is  0.53  me- 
tre, the  height  0.60  metre.  Under  normal  working  it  givw 
a  light  of  SOO  Carcel  burners,  but  it  can  be  made  to  gire  far 
beyond  this  for  a  short  time. 


Grammii  Ught  MatUnt  wM  DtmiU 


Under  this  construction,  also,  the  two  halves  of  the  ma- 
chine can  be  coupled  as  desired,  for  either  quantity  or  ten- 
sion, by  aid  of  the  connections  at  the  base.    The  halvea 
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can  also  be  used  for  the  production  of  two  independent 
lights,  which  is  of  great  practical  importance,  as  we  shall 
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see  further  on,  because  the  divisibility  of  the  electric  cur- 
rent of  a  machine,  or  of  a  battery,  for  the  production  of 
more  lights  than  one  is  accompanied  with  diflSculties. 

The  most  simple  Gramme  machine  consists  of  only  two 
magnets  and  one  armature.  And  such  a  one  is  sufficient 
for  many  industrial  purposes,  such  as  galvanoplasty,  and 
for  illumination  of  large  spaces,  factories,  halls,  working 
places,  etc.  Fig.  135  shows  one  of  these  machines.  It 
weighs  but  180  kilogrammes,  and  measures  0.60  metre  in 
height,  has  a  width  of  0.35  metre,  and  a  length,  including 
the  pulley,  of  0.65  metre.  The  stand  weighs  120  kilo- 
grammes, and  has  a  height  of  0.40  metre.  The  electro- 
magnets have  28  kilogrammes,  and  the  armature  4.5  kilo- 
grammes of  copper  wire. 

Though  having  only  this  small  quantity  of  wire,  and 
rotated  at  a  speed  of  900  rotations  per  minute,  the  light, 
without  reflectors,  attains  a  strength  of  1440  Carcel  bunierB 
when  the  carbon  points  are  exactly  in  line. 

Gramme  has  recently  built  new  models  of  his  machine 
which  serve  to  supply  current  to  several  voltaic  arc  lamps 
in  one  circuit.  In  general  arrangement  they  resemble  the 
machine  represented  in  Fig.  135.  In  consequence  of  the 
conditions  necessary  for  maximum  effects  :  ("  the  internal 
resistance ^ust  equal  the  external  resistance,''  "the  elec- 
tromotive force  of  the  machine  must  equal  twice  a  counter- 
electromotive  force,")  the  wire  is  coiled  differently  about 
the  armature. 

[While  both  of  these  laws  may  be  correct  so  far  as  gal- 
vanic batteries  are  concerned,  the  first  one  does  not  apply 
to  dynamo-electric  machines. — K.] 

Gramme  has  excited  the  electro-magnets  of  his  machine 
for  the  production  of  several  lights  on  one  circuit  by  sepa- 
rate dynamo-electric  machines,  under  which  arrangement 
special  advantages  are  gained.  In  the  Paris  Exposition  of 
1881  Gramme  had  machines  running  5,  10,  and  20  lamps. 
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The  machine  for  S  lamps,  particularly,  had  an  elegant  and 
solid  appearance.    Each  lamp  gave  a  light  equal  to  150 


Carcel  burners.    The  carbons  cost  0.15  fr.  {3  cts.)  per  hour 
for  each  lamp. 

Such  a  machine  can  be  made  to  feed  1,  2,  3,  4,  or  S  lamps, 
as  desired.  To  do  this  it  is  only  necessary  to  alter  the 
number  of  rotations,  and  the  resistance  of  the  outer  circuit 
to  a  corresponding  extent. 
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[Fig.  136  shows  the  construction  of  Gramme  machines 
in  1881.  The  noticeable  feature  is  the  flat  form  given  to  the 
cores  of  the  field-magnets. — K.] 

^3.     rriie    Fiillei*-Ciri*ciiiiiiie    IMCaebine. 

[The  only  manufacturer  in  the  United  States  of  the  Oramine 
machine,  as  so  called  in  commerce,  is  The  Fuller  Electriod 
Company  of  New  York  City.    The  machine  has  been  im- 
proved in  mechanical  details  of  construction  by  Mr.  JameB 
J.  Wood,  the  electrician  for  this  company,  as  well  as  in- 
creased in  size  and  electromotive  force,  even  to  the  extent 
of  supplying  fifty  arc-lamps  placed  in  series,  on  one  circuit. 
The  model  is  nearly  the  same  for  all  sizes.    Fig.  137  is  a 
view  of  one  of  these  machines,  which  is  of  much  more 
pleasing  outline  than  machines  of  like  name  which  we  haye 
been  describing.    They  vary  in  size  and  weight,  from  10  x24 
inches  base  and  250  pounds  weight,  to  23  x  55  inches  base 
and  3500  pounds  weight  for  one-light  and  fifty-light  ma- 
chines, respectively.    The  lights  are  of  2000  candles  power, 
nominal.    Figs.  138  and  139  exhibit  the  details  of  construc- 
tion of  the  armature.    Upon  the  shaft  A;  the  gun-metal,  five- 
armed,  spider  i  is  keyed.     The  arms  of  this  spider  are  of  the 
exact  radius  of  the  inside  of  the  armature-core  j,  which  is 
made  up  of  an  annular  coil  of  iron  wire.    Clamps  /  /,  which, 
grip  the  wire  core  are  screwed  m  m  to  the  ends  of  the  arms 
of  the  spider.    Pieces  of  wood  n  are  placed  to  fill  up  th^ 
spaces  left  by  the  arms  between  the  bobbins  on  the  periph- 
ery of  the  core.    The  spaces  o  under  the  pieces  are  used  fo:^ 
the  reception  of  pieces  of  lead  when  needed  for  the  sake  o^ 
obtaining  a  balance  in  the  weight  of  the  armature.    Th^ 
periphery  of  the  whole  is  tightly  bound  by  bands  8  88  o^ 
stout  brass  wire  soldered  together,  under  which  are  place(0 
insulating  bands  of  tape.     The  core  is  well  wrapped  with^ 
shellacked  tape  for  insulation.    The  bobbins  are  wound  by*^ 
beginning  in  the  middle  of  each  length  of  wire  which  con— 


CONTINUOUS    CURRENT    MACHINES.  345 


Fulhr-Grtmrn,  Mt 


Btitutes  the  bobbin,  and  winding  it  on  both  ways  between 
clampB  which  are  temfiorarily  placed  on  the  core  at  the 
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proper  distance  apart  for  the  width  of  the  bobbin.     Pressei 
cardboard  is  placed  between  each  two  adjacent  bobbins  fa 


increased  security  in  insulation.  By  this  mode  of  windio 
the  two  ends  of  wire  are  brought  to  the  outside  without  tJj 
crossing  neceesary  when  wound  from  one  end.  The  inn 
and  outer  ends  of  adjacent  coils  are  secured  to  the  arms 
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of  the  collector  by  Bcrew-clamps,  inBtead  of  by  soldering,  as 
in  the  other  Gramme  machines. 

The  segments  h  of  the  collector  tu-e  held  in  conical 
grooves  in  rings  of  insulating  material  inserted  in  disks  of 
metal  which  form  the  heads  of  the  collector.  These  last 
are  held  in  the  position  of  clamping  the  segments  by  two 
circular  nuts,  one  of  which  acts  as  a  jam-nut  for  the  other. 
This  construction  enables  the  (q)erator  to  remove  any  seg- 
ment of  the  collector  for  repairs  or  replacement  within 
a  short  time.  Damaged  bobbins  can  also  be  more  readily 
removed  and  replaced  by  new,  by  reason  of  the  absence  of 
the  solid  hub  of  wood  heretofore  used.  The  collar  serves  to 
keep  the  shaft  in  place,  as  it  is  placed  on  one  side  of  a 
journal-bearing  and  the  pulley  on  the  other.  Fig.  140  shows 
the  complete  armature,  collector,  shaft  and  pulley. 

The  brushes  are  each  composed  of  a  number  of  thin  rib- 
bons of  copper,  superimposed  and  held  by  proper  clamps 
which  are  fixed  near  the 
ends  of  the  two  arms  of  a 
yoke,  but  insulated  there- 
from. This  yoke  is  pivoted 
on  one  of  the  bearings,  with 
its  arms  extending  at  an 
angle  of  90°  from  the  shaft, 
and  its  two  brush-clamps, 
or  holders,  extend  at  an  an- 
gle of  90°  from  that,  so  that 
they  are  parallel  with  the 
shaft  or  face  of  the  col- 
lector. 

The  normal  bearing  of 
the  brushes  on  the  collector  is  on  the  line  of  magnetic 
neutrality  for  the  greatest  effect,  but  if  they  be  moved  for- 
ward on  it  in  direction  of  the  rotation,  the  effect  produced 
is  a  decrease  in  both  electromotive  force  and  intensity  of 
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current.  But  if  the  number  of  lights  be  decreased,  conse- 
quently the  external  resistance,  the  current  will  rise  again 
to  its  former  magnitude,  but  not  the  electromotive  force,  as 


that  is  determined  for  a  given  magnetic  strength  by  the^ 
position  of   the  bniehes   on    the   collector;    or,  in  other  ' 
words,  by  the  number  of  bobbins  or  convolutions  between 
the  central  line  of  magnetism  joining   the  field-o£>force 
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magnet  poles  and  the  line  joining  the  brushes.  On  the 
front  end  of  the  machine^  Fig.  137,  is  a  hand-wheel  which 
is  connected  by  gearing  with  the  yoke,  so  that  by  moving 
the  wheel  the  brushes  may  be  moved  to  any  desired  posi- 
tion on  the  collector  while  the  machine  is  in  motion,  to  suit 
the  nimiber  of  lights  running  in  circuit.  The  wheel  is  fas- 
tened by  a  catch,  and  a  scale  is  made  thereon  so  that  the 
catch  may  engage  with  it  at  any  desired  position,  to  suit 
the  number  of  burning  lamps. 

The  Fuller  Electrical  Company  now  makes  its  large 
Gramme  machines  with  the  automatic  brush-moving  regu- 
lator shown  in  Figs.  141  and  142  attached.  This  regulator 
is  the  invention  of  Mr.  J.  J.  Wood,  the  company's  elec- 
trician. 

Fig.  141  is  an  end  view,  and  Fig.  142  a  side  view  of  the 
collector-end  of  one  of  the  fifty  arc-light  machines.  The 
reference  letters  on  the  two  figures  are  alike  for  like  parts. 
The  shaft  h  is  extended  through  the  end,  and  has  there  a 
small  friction-roller  x  fastened  to  it.  The  wheel  w  has  an 
annular  groove  in  it  a  little  wider  than  the  diameter  of  the 
friction-roller  a?,  and  the  groove  covers  the  roller  so  that 
when  moved  a  little  laterally,  one  or  the  other  of  its  walls 
comes  in  contact  with  the  periphery  of  the  roller.  The 
wheel  w  has  its  axis  on  the  short  end  of  the  lever  v.  The 
long  end  of  that  lever  is  attached  by  a  link  to  the  core  u  of 
the  solenoidal-magnet  1 1  It  has  also  attached  to  it  the 
adjustable  spiral  spring  e,  which  serves  to  counterbalance 
the  magnetic  pull  of  the  electro-magnet  1 1,  and  the  dash- 
pot  piston  h  to  prevent  too  rapid  movements.  Set-screws  at 
i  serve  to  limit  the  extent  of  the  vertical  movements  of  the 
lever. 

The  wheel  w  gears  with  the  wheel  m,  which  gears  with 
the  wheel  y^  and  this  last  has  its  axis  extended  through  the 
side  h  of  the  machine.  On  this  axis  is  the  pinion  n,  which 
gears  with  the  cogs  on  the  hub  of  the  brush-holder  yoke  o. 


aso 
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The  collector  is  shown  at  p,  and  one  of  the  hrushes  a 
other  brush  bein^  hidden  by  the  coUector,  Farts 
field-magnets  are  shown  at  /  and  g,  Fig.  143. 

When  the  brushes  are  on  the  neutral  line,  as  ti 
explained  in  g  10,  the  available  electromotive  force 


WmxTi  RittUaltr. 


machine  is  at  its  maximum.  But  when  the  brush 
moved  forward  in  the  direction  of  the  rotation  of  the 
ture,  the  electromotive  force  decreases  progressivel; 
at  the  angle  of  90°  therefrom  it  is  nil.    This  regul 
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based  upon  this  principle,  and  its  operation  is  as  follows  : 
The  main  circuit  is  made  through  the  coils  of  the  electro- 
magnet 1 1,  and  the  attractive  force  thereof  due  to  the  nor- 
mal current  flowing  thereia  during  the  operation  of  the 
machine  ia  counterbalanced  by  adjustment  of  the  tension  of 


AAbrwCnMUK  MacAim, 


the  spring  e.  Any  increase  of  current  above  the  normal  in 
the  coils  ot  tt  causes  the  upward  movement  of  u  and  its 
attached  lever  v.  This  movement  brings  the  inner  wall  of 
the  nTiTiiilAr  groove  against  the  roller  x,  and  this  frictioual 
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contact  insures  the  movement  of  Wy  m,  y,  n,  and  o  on  their 
axeSy  and  the  movement  of  the  brushes  in  the  direction  of 
rotation  of  the  armature^  and  the  consequent  decrease  of 
electromotive  force  of  the  machine,  and  the  resumption  by 
current  of  its  normal  strength. 

Any  decrease  of  current  below  the  normal  decreases  the 
magnetic  force  of  1 1,  and  then  the  spring  e  pulls  the  lever  v 
downward.  This  movement  brings  the  outer  wall  of  the 
groove  in  w  into  frictional  contact  with  x,  and  then  the 
wheels  and  brushes  are  moved  in  the  contrary  direction 
until  the  normal  current  is  restored  by  reason  of  increase 
of  electromotive  force  due  to  the  position  of  the  brushes. 

If  the  decrease  of  current  is  due  to  progressive  decrease 
of  speed,  the  brushes  might  be  moved  too  far,  and  break€kge 
occur  if  provision  was  not  made  for  the  contingency.  In 
making  seven-eighths  of  a  rotation,  the  wheel  y  and  its 
attached  pinion  n  moves  the  brush-yoke  from  and  to  the 
extremes  of  adjustment.  A  pin  is  provided  on  the  wheel  y 
at  z,  which,  when  it  reaches  its  extreme  backward  point 
due  to  too  low  current,  engages  the  lever  v  and  lifts  it  so  as 
to  remove  w  from  contact  with  x,  and  thus  stop  the  move- 
ment of  the  wheels. 

An  automatic  apparatus  working  by  increase  of  magnet- 
ism in  the  field-magnets  of  the  machine,  to  make  a  shunt- 
circuit  around  the  magnet-coils  t  f,  for  increasing  the 
sensitiveness  of  the  regulator  has  been  devised  by  Mr. 
Wood.— K.] 

S4.  The  IMacliiiies  for  the  Transmis- 
sion or  Poi^rer  \>y  Electricity.  This  special 
application  of  dynamo-electric  machines  will  be  found  of 
great  importance  and  receive  general  attention.  Those  con- 
structed by  Gramme  are  represented  in  Figs.  143, 144,  and 
145. 

A  clear  insight  to  the  construction  of  this  machine  is 
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obtained  by  examining  Figs.  144  and  145.    Fig.  144  is  a 
longitudinal  section,  and  Fig.  145  a  cross-section.     Tbe 


measurements  in  millimetres  are  placed  thereon.  The  oc- 
tagonal frame,  made  of  one  piece  of  cast  iron,  covers  the 
important  parts,  renders  it  very  compact  and  substantial, 
and  protects  the  working  parts  from  injury. 

It  will  be  seen  that  four  poles  are  provided  with  eight 
magnetic  cores,  which  are  so  placed  that  those  which  come 
together  on  the  polar  ends  are  of  like  polarity,  and  that  the 
four  poles  are  alternately  of  opposite  name,  and  generate 
four  poles  in  the  ring  of  the  armature.    These  four  poles  in 
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the  ring  remain  in  the  same  place  relatively  to  the  sta 
ary  parts  of  the  machine,  but  may  be  said  to  travel  ii 


ring  itself  when  rotated.     The  same  principles  are  ob8< 
in  this  as  in  the  other  Gramme  machines. 

Further  details  of  the  applications  of  this  machin< 
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»rth  in  that  part  of  Vol.  II  which  treats  of  the  elec- 
Lsmission  of  power. 


Direction  of  Currents  in  Octagonal  Machine. 

The  IMCcTig-lie  IMCacliiiie  is  constructed 
>  Gramme  principle  by  The  McTighe  Electric  Light 
Qufactnring  Company,  of  Pittsburgh,  Pa.  It  is 
1  Fig.  146.  It  varies  from  the  Gramme  machine  in 
>f  construction  which  possess  novelty  and  utility, 
i-magnet  has  but  two  limbs,  which  are  vertical ; 
r  conjoined  or  consequent  poles  are  placed  at  right 
)  them,  so  that  the  line  of  neutrality  on  which  the 
impinge  upon  the  collector  is  at  right  angles  to  the 
ing  the  poles  and  on  the  same  plane  with  the  neu- 
jnetic  line  of  the  magnetic  cores.  This  construc- 
iires  a  very  compact  machine,  which  occupies  but 
or  space.  It  is  claimed  by  the  inventor  that  "  this 
nent  allows  the  current  in  the  inducing  coils  to 
induce  magnetism  in  the  pole-pieces,  and  as  a  con- 
)  there  are  absolutely  no  lines  of  force  branching 
mally  from  the  pole-pieces,  but  all  are  concentrated 
cted  inwardly,  producing  an  exceptionally  intense 
brce  for  the  armature." 
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The  armature-core  is  built  up  of  a  number  of  incomplete, 
flat,  Bheet-iron  rings,  of  the  form  Bhown  in  F^.  148,  The 
gap,  bj  reason  of  which  the  ring  is  called  incomplete,  is  of 
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«  size  to  allow  the  passing  of  a  bobbin,  Fig.  150,  edgewise 
through  the  gap.  After  placing  side  hj  side  the  desired 
number  of  ringB^  with  their  gaps  forming  one  channel  line, 

MeTiiit  Armalmt  Cin, 

ib»  zeqnisite  number  of  bobbins  are  threaded, on  the  ring, 
and  fhen  the  several  numbers  of  the  ring  are  moved  to  or 
fro^  until  the  gaps  are  distributed  over  the  circumference. 
This  snakes,  BubstfintiaUy,  within  the  bobbins  a  complete 
inm  oore,  such  as  is  shown  without  the  bobbins  in  Fig.  147, 
and  with  the  two  brass  spiders  which  serve  to  support  the 


\ 


core  and  bobbins.    The  whole  constitutes  the  armature, 
placed  concentric  with  the  shaft.    Fig.  149  is  a  section  of 
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the  armature,  showing  the  bolts  which  pass  througl 
holes  shown  in  the  ring,  Fig.  148,  and  serve  to  firmly 
the  whole  together.  The  spiders  are  well  keyed  to  the  s 
The  bobbins,  one  of  which  is  shown  by  Fig.  160, 
wound  in  a  channelled  mould  of  sectoral  form,  so  that  > 


bobbin  is  a  true  section  having  the  desired  numbf 
degrees  of  the  ring  forming  the  total  number  of  bob 
In  this  way  the  coils  may  be  more  easily  and  uniformly 
with  greater  certainty  of  perfect  insulation.    In  cat 
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damage  to  any  bobbin  of  tbe  armature,  it  may  be  removed 
and  replaced  by  another  in  a  short  time.  Sach  bobbin  has 
its  convolutions  securely  tied  together,  and  the  whole  is 
securely  bound  by  a  wrapping  of  strong  tape  for  protection. 


The  collector  is  shown  in  section  in  Fig.  151.  It  is  made 
up  of  the  same  number  of  segments  as  there  are  bobbins  in 
the  armature,  and  each  has  the  form  Bhown  in  Fig.  152. 
Each  segment  is  cut  from  a  bar  of  copper  or  bronze  having 
like  segmental  cross-section.     The  two  semi-circular  re- 


cesses shown  in  the  ends  are  then  miUed,  so  as  to  leave  a 
thin  web  on  one  side.  The  strip  carrying  the  screw-clamp 
shown  in  Fig.  153,  is  then  riveted  on  it.    The  screw-clamps 
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serve  to  bind  the  wires  from  the  bobbins  into  good  electrics^^.^ 
connection. 

The  two  disk-shaped  heads  of  the  collector  have  circuit 
grooves  turned  in  them,  into  which  rings  of  insulatiiL 
material  are  pressed.    These  are  shown  in  section  bytl 
semicircular  dark  spaces  in  Fig.  151.    Badial  cuts  are 

Fig.  15S. 
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across  these  rings  to  receive  the  webs  left  on  the  86( 
so  that  when  in  position  they  will  be  equally  spaced  aroi 
the  circle.  In  making  up  the  collector,  one  head  is  laid 
the  bench,  and  the  segments  are  placed  in  the  radial  cui»^ 
and  then  the  other  head  is  put  on  with  its  cuts  admittiLnfiT 
the  webs  of  the  upper  ends  of  the  segments.  The  whole  iB 
then  put  on  the  shaft  and  fastened  in  place  by  jam-nuts,  aB 
shown  by  Fig.  151.  It  is  usual  to  place  between  the  segr- 
ments  strips  of  asbestus  board  cut  of  the  proper  shape  to 
allow  their  retention,  though  the  collector  may  be  used 
without  these. 

The  manufacturers  furnish  the  following  tabulated  state- 
ment  of  the  size  and  performance  of  one  of  their  machine^ » 

Width 15    inches. 

Length 20        *  * 

Height 16.6     " 

Weight 250    poimdB. 

Wire  on  Field  Magnet 62        ** 

Wire  on  Armature 18        *' 

Resistance  of  Field  Coils 1.6  ohms. 

"  **  Armature  Coils 1.6      ** 

Diameter    "         '*        S    inches. 
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Rotations  of  Annatare  per  minute 1500 

Resistance,  external,  including  8  lamps 15.2  ohms. 

Electromotive  Force  (mean) 185    volts. 

Current  intensity 10    amperes. 

Percentage  utilized  in  8  arc  lights. 82    per  cent. 

Horse-power. 8.1 

Our  own  equations  are  C^  x  i?  =  1620 ;  Xfff-  =  2.037  h.  p.; 
?^^  =  66  per  cent,  utilized  in  lamp  circuit. 

For  incandescent  lighting,  a  machine  of  the  above  size 
and  weight,  suitably  wound,  gives  24  sixteen-candle-power 
lamps  for  an  expenditure  of  3  horse-power. — K.] 

SO»    nrbe    ]E!disoii-Gri*a.inme    !M!a.cliiiie. 

Mr.  Edison  has  devised  a  massive  winding  for  a  Gramme 
armature,  for  use  where  currents  of  great  intensity  and  low 
tension  are  desired.  This  armature  may  be  used  in  any 
cylindrical  magnetic  field. 

The  object  in  view  is  such  an  improvement  upon  electri- 
cal generators  and  engines  of  the  Gramme  type  that  the 
inactive  portions  of  the  bobbin  will  have  an  exceedingly 
low  resistance,  so  that  the  internal  resistance  of  the  machine 
will  be  reduced  to  the  minimimi.  This  is  accomplished  by 
forming  the  bobbin-coils  of  bars  which  extend  on  the  out- 
side of  the  ring  parallel  with  the  axis  of  rotation,  and  of 
plates  on  the  inside  of  the  ring,  the  bars  and  plates  being 
connected  to  produce  a  continuous  bobbin  by  radial  end- 
bars.  The  alternate  bars  or  coils  are  connected  with  col- 
lector-bars. The  plates  which  are  the  main  inactive  portion 
of  the  bobbin  have  a  very  low  resistance. 

Fig.  163  is  a  perspective  view  of  a  portion  of  the  arma- 
ture, and  Fig.  164  a  cross-section  of  the  armature. 

A  is  the  ring  of  the  armature. 

B  represents  the  exterior  bars. 

C  represents  the  interior  plates,  which  are  preferably 
beveled,  as  shown,  and  are  placed  at  an  angle  to  the  axis  of 
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rotation,  in  order  to  form,  with  the  exterior  bars  B  and 
radial  end-bars  D,  a  continuous  bobbin.  The  alternate  bars 
D  at  one  end  of  the  eumature  are  connected  with  bars  E, 
which  form  or  are  connected  with  the  bars  of  the  collector- 
cylinder. 

Each  exterior  bar  A  may  be  made  in  one  piece,  with  the 
two  radial-bars  D  at  its  ends,  and  the  collector-bars  E  may 
be  formed  by  bending  the  ends  of  the  proper  bars  D  out- 
wardly. 

Fig.  166  shows  a  variation  devised  by  Mr.  Edison  of  the 
Otamme  machine.    The  large  ring  d  and  /  is  rotated  on  the 


EdimnPtU^i 


axis  a.  It  is  thus  passed  through  a  north-field  and  then  a 
south-field,  as  at  n  and  s.  The  cross-section  of  one  of  the 
poles  is  shown  by  Fig.  155,  in  which  c  Is  one  o£  the  spokes 
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of  the  armature ;  d  is  the  core  or  ring,  and  n  the  pole-piece. 
The  bobbins  are  successively  cut  out  and  cut  in  to  circuit 
only  in  the  neighborhood  of  the  poles.  During  the  remain- 
der of  each  rotation  they  are  idle,  for  cooling  purposes. — K.] 

S^»  I>eficieiicies  of"tlie  Gri*a.mme  !M!a^ 
eliiiie.  With  all  the  advantages  of  the  (Gramme  arma- 
ture machines  which  we  have  described,  and  which  make 
them  superior  to  the  older  machines,  especially  in  respect 
to  the  absence  of  the  commutator,  they  have  certain  disad- 
vantages, which  are  in  the  main  due  to  the  construction  of 
the  armature.  The  imperfections  mainly  relate  to  the  com- 
paratively small  eflBciency  of  the  copper  wire  used  in  the 
armature,  and  in  the  heating  of  the  armature  and  the  elec- 
tro-magnets. 

From  what  we  have  said  about  the  inductive  action  of 
the  stationary  magnet  poles  upon  the  bobbins  of  the  arma- 
ture rotating  between  them,  it  will  be  seen  that  this  action 
takes  place  almost  exclusively  on  the  outer  side  of  the  wire 
convolutions,  as  they  are  the  only  portions  which  are 
exposed  to  the  magnetic  field  of  the  stationary  poles.  The 
inner  portions  of  the  wire  within  the  iron  core  of  the  arma- 
ture remain  almost  totally  unaffected  by  the  induction. 

Therefore  it  will  be  seen  that  only  a  comparatively  small 
portion  of  the  wire  is  situated  at  any  time  where  it  receives 
any  of  the  inductive  influence  of  the  stationary  poles,  as  the 
core  of  the  armature  acts  only  as  a  magnetic  shield,  pro- 
tecting the  inner  portion  of  the  coils  from  induction. 

The  heating  of  the  machine  results  from  several  causes. 
Primarily,  the  current  which  flows  through  the  conductor 
generates  heat  in  it  as  a  result  of  overcoming  the  resistance. 
It  is  known  that  thin  platinum  or  iron  wires  placed  in  a  cir- 
cuit carrying  a  strong  current  are  heated  to  a  white  heat. 
It,  as  well  as  the  voltaic  arc,  which  gives  the  highest  heat 
when  excited  by  the  action  of  a  strong  galvanic  battery,  is 
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only  generated  by  the  resistance  which  the  molectiles  oflEer 
in  both  cases  to  the  passage  of  the  current. 

In  the  Qramme  machine,  as  in  every  other  closed  circuit, 
all  the  wires  through  which  the  current  passes  must,  there- 
fore, be  heated  in  proportion  to  the  quantity  of  the  current, 
and  in  inverse  proportion  to  the  size  of  the  wire.  The  ele- 
vation of  temperature  in  a  Qramme  armature  is  increased 
because  no  current  at  all  is  generated  in  a  large  part  of  the 
wires,  and  the  bobbins  near  the  neutral  magnetic  line  gen- 
erate only  very  weak  currents. 

Another  source  of  continuous  creation  of  heat  is  in  the 
continuous  movement  of  the  magnetic  poles  generated  in 
the  core  of  the  ring,  so  that  the  molecules  of  the  core  are 
kept  in  continual  motion  during  the  working  of  the  ma- 
chine, and  a  part  of  this  molecular  motion  exhibits  itself  as 
magnetism,  and  another  part  as  heat.  Besides  this,  each 
part  of  the  ring,  during  rotation,  changes  its  magnetism 
progressively  from  north  to  south  and  south  to  north.  This 
reversing  molecular  action  exhibits  itself  as  heat.  If  the 
ring  is  rotated  a  thousand  times  per  minute  this  change  of 
polarity  must  take  place  in  j^^  of  a  minute.  This  time  is 
too  short  for  reversal  of  magnetism,  consequently  in  all 
portions  the  molecular  motion  existing  is  in  conflict  with  the 
contrary  kind  which  seeks  existence,  and  not  only  gener- 
ates a  harmful  weakening  of  the  poles,  but  also  a  mode  of 
molecular  motion  which  manifests  itself  as  heat.  Oramme 
endeavors  to  obviate  the  last  named  deficiency  by  not  mak- 
ing the  iron  core  of  the  armature  massive,  but  building  it 
up  out  of  a  single  well-annealed  iron  wire,  as  shown  in 
figure  126.  In  this  way  the  magnetic  laziness,  so  to  speaks 
is  partially,  but  not  entirely,  overcome. 

If  we  add  to  these  causes  of  heating  those  resulting 
from  the  heat  due  to  those  currents  which  are  always  gen- 
erated in  metallic  conductors  when  moved  in  a  magnetic 

field  (Foucault  currents ;  heating  of  a  copper  plate  rotated 
12 
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in  a  magnetic  field,  etc.)?  it  is  easily  understood  that  in    i 
large  machines  which  contain   many .  convolutions,  and    ' 
whose  electro-magnets  contain  a  great  power  in  conse- 
quence of  the  great  rapidity  of  rotation  of  the  armature, 
the  bobbin  wire  can  even  be  heated  to  a  white  heat,  or  to 
the  degree  of  carbonization  of  the  insulating  materials. 

The  dimensions  which  can  be  given  to  dynamo  and  mag^^ 
neto-electric  machines  are  limited  by  the  relation  between 
these  heating  effects  and  the  quantity  of  current  desired. 
If  all  the  mechanical  power  expended  in  the  rotation  of  tine 
armature  could  be  exclusively  converted  into  magnetism 
and  electricity^  this  class  of  machines  could  be  made  of  tlie 
largest  dimensions  and  would  possess  unlimited  power  £or 
the  production  of  magnetism  and  of  electric  currents.    [I>r. 
SchellerCs  theory  is  here  at  fault,  as  is  practically  shown  in 
the  machines  of  Mr.  Edison^  Weston  and  others  herein 
illustrated  and  described. — K.] 

The  recognition  of  these  deficiencies  in  the  Gramme  ma- 
chine, and  in  fact  in  all  other  dynamo-electric  machines, 
have  given  rise  to  various  constructions  calculated  to  avoid 
them,  which  are  considered  in  the  following  pages. 

Gramme  has  worked  with  untiring  zeal  at  perfecting  hi« 
machines.    That  his  efforts  meet  with  success  is  shown  l>^ 
the  report  of  the  Chatham  Military  Engineering  School** 
which  enumerates  the  advantages  and  disadvantages  c^^ 
his  later  machines  in  the  following  manner : 

"  Gramme  Model  D. 

"Advantages: 

"1.  This  current  generator  yields  a  considerably  mor^  ^ 
powerful  light  than  any  other  machine  tested. 

"  2.  The  attendance  on  the  machine  may  be  entrusted 
less  experienced  persons  without  fear  that  the  wires 
suffer  through  heating,  or  from  the  formation  of  sparks. 

"3.  During  continuous  operation  for  six  hours,  unde: 
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the  same  conditions  as  with  two  Siemens  machines,  and 
with  a  current  of  68.5  WeberSy  the  temperature  of  the  wires 
rose  71*'  F.  After  six  hours'  continuous  operation  with  a 
current  of  83.6  Weber s  the  temperature  rose  110°  F.  Under 
the  same  conditions,  the  temperature  of  the  armature  of  a 
Siemens  machine  rose  110°  F,  and  that  of  the  electro-mag- 
nets 85°  F,  with  the  current  of  55  Webers. 

"  The  electro-magnets  of  the  Gramme  machine  get  hotter 
than  does  the  armature.  Therefore,  the  maximum  tem- 
]>erature  can  be  observed  without  stopping  the  machine. 

"  4.  Absence  of  sparks.  The  formation  of  sparks  at  the 
brushes  is  very  slight  and  often  imperceptible.  Conse- 
quently, the  wear  of  the  collector  and  brushes  is  very  small. 
The  brushes  are  easily  placed  in  their  proper  position,  and 
are  so  arranged  that  when  necessary,  they  can  be  moved  in 
either  direction  longitudinally. 

"5.  Simplicity.  Since  the  machine  has  but  few  parts^ 
the  connections  are  easily  made  and  followed. 

"  6.  In  the  light  arc,  with  a  conductor  having  a  resist- 
ance of  0.498  OhmSy  47.8  per  cent,  of  the  work  was  utilized. 

"7.  The  number  of  rotations  (500)  is  less  than  that  of 
either  the  two  medium-sized  Siemens  and  less  than  half 
that  of  the  Gramme  Model  C  (1200) ;  consequently,  the  wear 
of  the  machine  and  of  the  moving  parts  is  less. 

'^  Disadvantages : 

"  The  cost  of  a  Gramme  machine.  Model  D,  is  £360  ster- 
ling, about  one  and  a  half  times  as  much  as  that  of  the  two 
Siemens  machines. 

'^  Gramme  Model  C. 

**  Advantages : 

"  1.  The  machine  can  be  run  by  workmen  having  little 
experience,  without  fear  of  injury  to  the  wires  by  overheat- 
ing. In  this  respect  this  current  generator  excels  all  other 
apparatus  tested. 
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'^2.  During  continuous  operation  for  six  hours,  and 
under  the  same  conditions  as  with  the  two  Siemens  and  the 
Gramme  Model  D,  with  a  quantity  of  currrent  of  about 
83.5  Weber Sy  the  temperature  of  the  wires  rose  but  30**  F. 

"3.  Absence  of  sparks.  Same  ,as  advantage  4,  of 
Gramme  Model  D. 

"4.  With  a  resistance  of  0.627  Ohm^  in  the  external  con- 
ductor, 54.48  per  cent,  of  utilizable  work  was  obtained. 

"5.  Simplicity.  See  advantage  5,  of  Gramme's  D. 
Compactness,  see  advantage  7,  of  Gramme  D. 

"  The  cost  of  this  machine  is  £240  sterling.  Nearly  the 
same  as  that  of  the  two  Siemens  machines  of  medium  size, 
with  collector.  When  necessary,  the  current  can  be  divided 
by  a  Blandy  commutator  for  the  production  of  two  lights. 

"  Disadvantages : 

*'  1.  The  quantity  of  light  obtained  is  only  19500  candles. 
About  the  same  as  that  of  the  two  Siemens^  and  about  30 
per  cent,  less  than  that  of  Gramme  D,  with  500  rotations. 

"2.  The  great  speed  of  1200  rotations  per  minute  might 
cause  considerable  wear  of  the  machine  and  moving  parts. 

"  Two  A  Gramme  Placed  in  Connection. 

"  Advantages : 

*'l.  Cheapness.  The  cost  of  these  two  current  gen- 
erators, with  collector,  is  only  £170  sterling. 

"2.  These  current  generators  are  heated  about  the  same 
as  the  other  Gramme  machines. 

*^3.  Absence  of  sparks.  Same  as  advantage  4,  of 
Gramme  D. 

**  4.  By  using  these  current  generators  singly,  two  lights 
can  be  produced. 

"  Disadvantages : 

"  1.  The  quantity  of  light  yielded  by  these  generators, 
which  is  about  18800  candles,  is  insufficient  for  military 
purposes. 
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**2.  When  these  generators  are  operated  in  connection, 
xeversion  of  the  magnetism  easily  occurs,  causing  great 
interruptions  and  loss  of  time."  (See  Section  42,  for  the 
T^erdict  of  the  same  commission  on  the  Siemens  machine.) 

[Much  has  been  written,  pro  and  con,  on  the  Gramme 
Armature. 

The  theory  that  the  core  acts  simply  as  a  magnetic  shield 
is  not  tenable. 

That  it  may  so  act  to  a  certain  extent  we  do  not  deny, 
nor  do  we  deny  that  the  portion  of  the  circuit  external  to 
the  core,  between  that  and  the  pole-pieces,  is  more  strongly 
affected  by  induction.  But  it  is  evident  to  all  who  will 
consider  the  matter  that  the  progressive  movement  of  the 
magnetic  poles  of  the  ring,  during  rotation,  must  affect  the 
internal  and  external  wires  alike  ;  in  the  same  manner  as 
the  movement  of  magnetism  in  any  electro-magnetic  core 
induces  electric  currents  in  all  parts  of  its  coils. — K.] 

SS.     Fein's     liyfiamo  -  Electi^ic     ]W[a- 

oliiiie.  The  disadvantage  which  has  been  mentioned, 
that  the  poles  of  the  electro-magnets  act  only  upon  the  outer 
portion  of  the  wire  coils  of  the  armature  of  the  Ghramme 
machine,  while  the  inner  parts  are  almost  entirely  uninflu- 
enced;  acting  merely  as  resistance,  is  avoided  in  a  great 
measure  in  this  machine,  which  is  made  in  Stuttgart.  It  is 
to  be  remarked,  however,  that  Schuckerfs  flat-ring  machine 
i^as  made  much  earlier  than  this  was.  This  machine  is 
constructed  so  that  the  wires  are  arranged  in  such  relation 
to  the  poles  that  nearly  their  whole  length  is  subjected  to 
the  action  of  the  magnets.  Fig.  157  shows  a  longitudinal 
section  of  one  of  these  machines,  and  Fig.  158  a  perspective 
view  of  the  same. 

The  cylindrical-shaped  ring  R  R  is  composed  of  a  great 
number  of  very  thin  iron  rings,  superimposed  and  insulated 
from  one  another.    The  wire  coils  are  placed  upon  it  as  in 
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the  Oramme  machine.  It  is  fastened  by  means  of  screws 
and  nuts  to  the  braas  spider  S  S,  the  hub  of  which  is  tightly 
keyed  upon  the  shaft  which  is  rotated  by  the  pulley  J.     The 


■rin'i  l^y.amg-EiK/ri 


ends  of  the  wire  coils  pass  through  insulated  holes  in  the 
arms  of  the  spider  to  the  current-collector  0,  placed  some- 
what outside  of  the  frame,  so  as  to  be  easily  attended. 

The  iron  cores  of  the  electro-magnets  E  E  have  their 
poles  at  M  and  M',  which  are  made  to  nearly  surround  the 
ring,  as  in  the  Oramme  machine.  Polar  extensions  A  A  are 
provided,  attached  to  the  poles  M  M',  and  made  to  reach. 
around  the  ring,  so  as  nearly  to  cover  the  inside  of  it,  as 
shown  in  Fig.  157,  so  that  nearly  the  whole  of  the  wire 
moves  in  the  magnetic  field.  The  effects  which  these  ex- 
tensions produce  can  be  seen  by  comparing  those  produced 
when  the  pole-pieces  A  A  are  in  place,  and  when  they  are 
removed,  so  that  the  machine  a^ts  only  as  a  Cframme. 
Fein  claims  that  scarcely  one-half  of  the  quantity  of  current 
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is  yielded  by  the  machine  when  these  pole-extensionB  are 
removed. 

Siemens  db  Halske,  as  well  as  Schnckert,  sought  to  avoid 
the  disadvantage  under  conBideration  in  another  manner. 
They  both  tried  to  use  a  flat  ring  instead  of  a  cylindrically 
shaped  one,  and  rotate  such  an  armature  between  the  poles 
of  two  electro-magnets  placed  so  as  to  act  inductively  on 
both  sides  of  the  ring  at  the  same  time.    Siemetis  &  Halske 


built  a  machine  after  this  plan  in  the  year  1875.  They  did 
not,  however,  attempt  further  developments  in  that  direc- 
tion, but  turned  their  attention  to  a  construction  which 
appeared  more  advantageous.  Sigmund  Schttckert,  how- 
ever, continued  to  work  at  perfecting  the  flat-ring  machines, 
and  met  with  success,  in  so  far  that  they  were  installed  in  a 
number  of  places,  and  have  proved  very  satisfactory. 


SO-      Schncliert'e     Oynamo  -  Electric 
Xi^lat-Ajnnatiu-e  3£a.ehine.    Fig.  159  shows  the 
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Schuckert  machine  in  perspective,  and  Figs.  160  and  161 
show  it  in  longitudinal  section  and  cross  section,  respec- 
tively.   Schuckert  endeavored  to  better  the  Gramme  ma- 


\ 


chine  by  increasing  the  extent  of  surface  of  the  bobhin-^*^ 
forming  the  ring  exposed  to  the  inductive  action.    For  thi^-^^ 
■  purpose  he  gives  the  armature  a  flat  shape,  and  allows  th^  -* 
poles  of  two  electro-magnets  to  act  inductively  on  both  aidei 
of  the  ring  simultaneously. 

The  frame  is  constructed  of  two  cast-iron  standards  con--^^' 
nected  by  wrought-iron  cylindrical  bars,  which  form  th^^ 
cores  of  the  electro-magnets.    This  construction  can  bfc^  ^^ 
regarded    as   two   horseshoe   electro-magnets,  which   ar^^"^ 
joined  at  their  like  poles  so  that  M  M,  Fig.  160,  and  M'  TC^^ 
are  the  cores  of  the  electro-magnets.    The  flat,  bow-ehaped.  -^^ 
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pole  extensions  8  S  and  N  N  embrace  more  than  two-thirds 
of  the  surface  of  the  armature.  Thereby  the  magnetization 
of  the  iron  core  of  the  armature  and  the  inductive  action 
upon  the  wires  becomes  Tery  strong,  because  the  action 
takes  place  from  both  sides  at  once.  Thus  it  is  that  nearly 
the  whole  length  of  the  wire  on  the  armature  is  utilized. 
The  currents  are  taken  off  from  the  armature  as  in  the 
Qramme  machine. 

The  iron  core  of  the  armature  does  not  consist  of  a  mas- 
Bive  piece,  nor  of  coils  of  wire,  but  of  a  lot  of  insulated  flat 


SckacttrCi  Flat-Ring  M, 


^^ings  of  sheet  iron,  as  shown  in  cross  section,  Fig.  160,  the 
~t;hi<^  black  marks  there  representing  the  insulating  disks, 
^dt  rings.  The  magnetic  laziness  of  a  temporary  magnet 
increases  in  proportion  with  the  mass  of  iron  ;  so  with  mas- 
^kive  iron  cores  a  long  time  is  requisite  in  which  to  change 
~fclLe  magnetic  condition.    In  the  layers  of  iron  having  small 
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>as8,  as  in  the  core  of  the  armature  of  this  machine,  the 
'ogresBive  change  of  polarity  takes  place  more  readily,  so 
■at  the  maiimum  of  magnetism  is  obtained,  and  the  heat- 


tg  of  the  parts  completely  avoided.  As  a  result,  we  have 
le  fact  that  there  is  a  lessened  expenditure  of  power  for 
lovii^  the  armature,  as  complete  use  is  made  of  the  wire 
pon  the  armature,  and  all  the  magnetism  is  converted  into 
ectricity. 

Schuckert  fastens  the  ring  upon  the  axis  by  metal  arms, 
hile  Gramme  uses  wood,  for  the  purpose  of  avoiding  the 
isturbing  action  of  induction  upon  moving  masses  of  metal 
1  the  magnetic  field.  Such  a  metallic  connection  greatly 
ids  to  the  steadiness  of  the  machine.  As  in  the  Oramme 
lachine,  the  collector-bars  are  insulated  from  one  another, 
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and  are  of  the  eame  number  as  the  bobbins  upon  the  ring; 
their  number,  however,  varies  according  to  the  purpose  for 
which  the  machine  is  constructed,  between  10  and  100, 
somewhat  in  proportion  to  the  desired  tension  of  the  cur- 
rent. The  connections  and  circuits  are  as  in  the  case  of  the 
Oramme  machine,  but  in  place  of  soldering  the  segments  of 
the  collector  to  the  junctions  of  the  wires,  they  are  fastened 
together  by  screws  bo  as  to  be  e^ily  removed  for  renewal 


S^^M^irri;  .VaM»iJi,r  GalMa»fft'"'<^  PuTfom. 

Such  an  exchange  is,  however,  only  necessary  after  a  ma- 
chine has  been  used  for  several  years,  eis  the  wear  is  very 
small,  and  each  segment  is  about  2  millimetres  thick. 

As  a  rule,  Schuckert  carries  out  the  dynamo-electric  prin- 
ciple to  the  full  extent  in  his  machines,  so  that  the  current 
generated  in  the  armature  passes  through  the  electro-mag- 
nets and  the  various  materials  in  the  outer  portion  of  the 
circuit  (carbon-light  regulators,  galvanic  baths,  etc.),  all 
forming  one  circuit.  As  with  Cframme,  an  automatic  cur- 
rent-breaker is  interposed  in  the  machines  built  for  galvano- 
plastic  purposes,  which  automatically  breaks  the  current 
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and  separates  the  electro-magnets  from  the  circuit,  if  by 
any  reason  the  current  diminishes  during  the  running  of 
the  machine,  or  at  the  time  of  stopping  the  same,  thus 
avoiding  the  effects  of  currents  returning  from  the  baths. 

If  the  current  must  pass  through  baths  of  metallic  solu- 
tions having  great  resistance,  the  electro-magnets,  if  used 
strictly  within  the  dynamo-electric  principle,  would  not  be 
magnetized  sufficiently.  In  such  cases,  the  machines  are 
provided  on  both  sides  of  the  ring  with  a  binding-post,  and 
a  connection  is  made  through 
the  same,  so  that  a  small  por- 
tion, about  one-third  of  the 
current,  is  passed  directly 
around  the  electro-magnets, 
while  the  remainder  of  the 
current  is  employed  for  work. 

In  other  cases,  two  rings  j^*.cw,  a»«,  «,>,. 

are  fastened  on  the  same  axis, 

as  shown  in  the  sketch,  Fig.  165.  These  machines  are  pro- 
vided with  connections  capable  of  being  utilized,  so  that  the 
currents  generated  in  the  armatures  can  be  run  in  series  or 
in  multiple  arc,  for  tension  or  quantity  purposes,  or  be  used 
separately. 

This  principle  has  not  found  much  use,  because  the  con- 
Btniction  is  so  complicated. 

The  proportions  of  the  Schuckert  machine  and  its 
efiBciency  can  b^t  be  judged  of  from  the  following  table 
<p.  278),  which  contains  a  compilation  of  the  mc«t  impor- 
"tant  dimensions  for  some  of  the  machines.  Not  all  large 
xnachines  are  considered,  but  always  the  smallest,  a  me- 
•<litmi,  and  the  largest  machine  of  the  different  types  were 
«elected  for  the  purpose. 
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[OO.  The  HoeliliAixsen  3f;a,ehiiies.  These 
machines  are  made  by  the  Excelsior  Electric  Company  of 
New  York  City.  They  are  made  of  various  sizes,  to  supply 
from  one  to  fifty  arc  lamps  in  series.  One  has  been  made 
large  enough  to  run  seventy  lamps.  One  of  the  larger 
sizes  is  shown  in  perspective  in  Fig.  164.  An  excellent 
description  of  them  has  been  written  by  Mr.  C.  O.  MaiU 
loux  for  The  Electrical  Worldy  New  York.  His  descrip- 
tion we  here  reproduce. 

^'  The  Hochhausen  machine  is  of  the  continuous-current 
description,  and  as  its  armature  is  of  the  cylindrical  form, 
wound  in  sections  looped  together  and  connected  to  a  com- 
mutator containing  a  segment  for  each  section,  it  may  be 
classed  with  machines  of  the  Gramme-ring  type,  so-called, 
the  prototyi)e  of  which  was  the  ring  armature  of  Pacinnoti. 
Outside  of  this  generic  resemblance,  however,  there  is  but 
little  in  this  machine  which  recalls  any  other.  It  is,  in  fact, 
of  an  entirely  original  design,  as  shown  by  the  perspective 
view  given  in  Fig.  166,  and  we  shall  find  that  it  presents 
many  points  of  difference  in  construction  as  compared  with 
other  machines  of  the  same  class. 

"The  design  of  dynamo-electric  machines  generally  con- 
templates that  the  iron  used  to  form  the  large  electro-mag- 
iiet  whose  magnetism  is  to  furnish  the  "magnetic  field'' 
in  which  the  armature  revolves,  shall  answer  the  purpose 
of  frame-work  as  well.    Such  is  the  case  in  this  max^hine 
^^Iso,  but  the  arrangement  of  parts  is  very  singular.    It  is 
I^^xhaps  more  clearly  shown  in  Fig.  167,  which  represents 
U3.  elevation  of  the  commutator  end.    The  frame-work  is  in 
^^ality  an  upright  case,  consisting  of  two  thick  plates  of 
^on,  cast  in  one  piece  with  the  base  and  top,  and  bent  or 
^s:paiided  outward  at  the  middle,  as  if  to  make  room  for  the 
^iinature.    This,  it  will  be  readily  seen,  affords  a  strong, 
Agid  frame  for  the  machine.    To  provide  a  bearing  for  the 
puUey  end  of  the  armature  shaft,  the  two  curved  portions 
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of  this  frame  are  joined  by  a  bent  z-shaped  arm  bolted 
securely  to  each  curved  plate,  as  shown  at  the  right  Bide  of 
Fig.  ICG.    The  bearing  is  at  the  center  of  this  x-shaped  arm 


which,  it  is  plainly  seen,  serves  at  the  same  time  to  insure 
greater  solidity  in  the  framework.  The  bearing  at  the  com- 
mutator end  of  the  shaft  consists  of  a  strong  ^-shaped 
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ndard  separately  bolted  to  the  base-board  or  platform, 
is  arrangement  is  preferable  to  the  use  of  another  double 
a  similar  to  that  at  the  other  end,  which,  while  it  might 
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add  to  the  strength  of  the  frame,  would  render  the  access  to 
the  commutator  less  free  than  it  is;    To  remove  the  armature, 
in  case  repairs  or  changes  are  to  be  made,  it  is  only  neces- 
sary to  unscrew  this  standard  and  remove  the  pulley  from, 
the  shaft  of  the  armature,  which  may  then  be  pulled  out 
whole.     The  field   magnet   cores  are    slipped  inside  th^ 
framework  and  held  in  place  by  large  bolts  passing  througti- 
the  top  and  the  base  respectively.    The  two  bolts  whichi- 
hold  the  upper  magnet  core  are  shown  in  Fig.  166.    Th^ 
pole  pieces  form  part  of  these  cores. 

"  Mechanically  considered,  then,  the  design  is  very  simple 
and  quite  perfect.    The  framework  is  cast,  and  but  Uttle 
work  is  needed  to  prepare  it  to  receive  the  magnet  cores, 
which  can  be  made  separately  and  wound  in  a  lathe.    In  a 
word,  the  construction  of  this  part  of  the  machine  is  ren- 
dered easy  and  cheap,  while  no  desirable  quality  is  sacri- 
ficed.   Now  let  us  consider  the  design  from  the  electrical, 
or  rather  the  magnetic,  point  of  view.    Theoretically,  the 
best  design  is  of  course  that  which  yields  the  strongest 
magnetic  field  with  the  smallest  number  of  turns  of  wire 
on  the  magnet  cores,  or,  to  be  more  exact,  with  the  least 
expenditure  of  electrical  energy.    To  do  this,  it  is  evident 
that   the   magnetism    developed  by  the   current    passing 
through  the  wire  around  the  field  magnet  cores  must  be 
utilized  to  the  best  advantage.    That  is  precisely  the  object 
aimed  at  in  this  case.    The  current  passing  through  a  wire 
is  capable  of  developing  magnetism  on  all  sides,  and  it 
would  exert  its  maximum  magnetic  power  on  a  piece  of  iron 
entirely  surrounding  it.    In  this  case  the  lines  of  magnetic 
force  due  to  the  current  pass  wholly  through  the  iron,  instead 
of  but  partially.    In  the  ordinary  electro-magnet  the  lines 
of  force  pass  for  a  part  of  their  course  through  the  air  or 
other  medium.    To  make  them  useful  throughout  their  whole 
course  it  would  be  necessary  to  make  them  pass  entirely 
through  iron.    If  we  place  an  iron  cylinder  around  the  coil 
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these  "  stray  '*  portions  of  the  lines  of  force  are  picked  up 
and  become  appreciable  as  magnetic  power.  This  cylinder 
will  in  reality  constitute  another  magnet  whose  poles  are 
the  reverse  of  those  of  the  magnet  core  inside  the  helix. 
Thus  the  same  current  passing  through  a  number  of  turns 
of  wire  is  made  to  develop  more  magnetism.  This  is  the 
secret  of  the  efficiency  of  tubular  magnets.  Now,  if  we  turn 
to  this  max^hine,  we  can  readily  understand  that  the  flat 
plates  of  the  framework,  lying  close  to  the  wire  of  the  field 
magnet,  SLCt  as  the  outer  portion  of  a  tubular  magnet,  and 
thus  appropriate  the  magnetic  oflfect  produced  on  the  out- 
side of  the  wire  helices.  These  flat  plates  are  after  all  only 
the  same  as  the  back  piece  which  joins  the  two  arms  of  an 
ordinary  U  magnet,  only  in  this  case  the  two  poles  of  the 
TJ  magnet  are  turned  in  a  line  toward  each  other  instead  of 
being  parallel  and  side  by  side.  It  is  easy  to  see  that  the 
magnetic  effect  produced  by  the  helices  directly  on  these 
flat  plates  becomes  added  to  that  produced  on  the  magnet 
cores  themselves. 

"  The  armature  is  of  the  cylindrical  or  widened  ring  form. 

This  is  a  form  which  we  notice  has  been  discarded  of  late 

years,  and  which  is  even  disparaged  by  electrical  engineers, 

as  a  rule,  unless  used  with   an    interior  magnetic  field, 

>vhich  acts  upon  the  portions  of  wire  situated  inside  the 

<5ylinder.    Armatures  of  the  narrow  ring  form  are  almost 

"Universally  preferred.    Nevertheless,  Mr.  Hochhausen  has 

X'etained  the  wide  ring  armature,  and  he  assures  us  that  its 

performance  compares  very  favorably  with  that  of  arma- 

^toires  of  any  other  shape  and  form.    It  seems  quite  possible 

to  us,  however,  that  both  may  be  right.    With  a  magnetic 

iorce  of  certain  intensity  it  makes  no  difference,  of  course, 

^whether  all  the  lines  of  magnetic  force  are  cut  by  the  por- 

"tions  of  the  wire  sections  which  are  on  the  outside  of  the 

core,  or  whether  one-half  of  them  are  cut  by  the  portions  of 

^wire  inside  the  core,  since  each  section,  taken  as  a  whole, 
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will  cut  the  same  total  number  of  lines  of  force  in  the  same 
time  in  both  cases.  There  is  this  difficulty,  however,  that 
if  the  magnetic  field  is  very  intense,  and  if  all  the  lines  of 
force  are  to  be  cut  hj  the  outside  portions  of  the  sections 
only,  they  must  be  crowded  or  condensed  together  on  the 
outBide  of  the  core,  which  may  become  saturated  before  it 
can  concentrate  all  these  lines  of  force.  Once  the  point  of 
saturation  is  reached,  the  lines  of  force  not  concentrated 
are  not  useful.  If  the  armature  is  so  disposed  with  respect 
to  the  magnetic  field,  however,  that  some  of  tiie  lines  of 
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force  can  pass  around  the  margin  of  the  ring  and  become 
concentrated  on  the  inner  surface  of  the  core,  which  is  not 
saturated,  the  crowded  condition  on  the  outside  is  relieved, 
and  more  lines  of  force  can  therefore  be  brought  into  play. 
It  is,  no  doubt,  the  case  in  many  machines  that  the  mag- 
netic field  is  stronger  than  is  needed  to  saturate  the  arma^ 
ture  core,  and  that  waste  of  energy  occurs  in  consequence. 
To  utilize  all  the  lines  of  force  the  armature  must  be  con- 
structed so  as  to  saturate  less  readily.    This  appears  to  be 
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the  case  with  the  armature  of  the  Excelsior  machine  whose 
core  is  laminated. 

''The  armature  is  interesting  of  itself  as  a  wonderful 
specimen  of  mechanical  ingenuity,  adaptability,  and  perfec- 
tion. The  core  is  sectional,  and  the  troubles  incident  to 
winding  the  sections  on  a  continuous  ring  are  avoided. 
This  armature  core  is  the  same  as  if  made  of  a  number  of 
thin  iron  discs  placed  close  together,  with  the  exception 
that  the  discs  are  each  made  of  four  pieces.  Two  of  these 
quarter  discs  are  shown  separately  in  Fig.  168,  which  repre- 
sents two  of  the  four  sections  of  an  armature-core  united 
together,  one  being  partially  dissected.  The  quarter  discs 
are  all  punched  alike  out  of  thin  sheet  iron  about  one- 
sixteenth  of  an  inch  thick.  The  two  denticulations  at  one 
end  are  farther  apart  than  those  at  the  other.  This  is  be- 
cause there  are  two  rows  of  holes  in  the  flat  transverse 
pieces  mto  which  they  fit  and  by  which  they  are  held  m 
place.  In  fitting  them,  the  narrow  and  wide-dented  ends 
are  alternated.  Otherwise,  it  would  have  been  necessary 
to  make  all  the  holes  in  a  row,  thereby  greatly  weakening 
the  fiat  piece.  To  give  solidity  to  each  section,  there  are 
three  quarter-circle  pieces  of  malleable  iron,  one  in  the 
middle  and  one  at  each  end,  all  three  held  firmly  between 
the  two  fiat  transverse  pieces  by  screws,  as  shown  in  Fig. 
166.  The  pieces  at  either  end  are  roimded  so  the  wire  may 
touch  evenly.  To  prevent  the  quarter-discs  from  touching 
each  other,  a  hole  is  bored  through  every  alternate  one,  and 
a  piece  of  wire  is  passed  through  and  bent.  The  lower  one 
in  the  figure  shows  one  of  these  wires. 

"  The  number  of  sections  employed  is  sixteen.  Mr.  Hoch- 
hausen  recognizes  the  fact  that  a  larger  number  of  sections 
would  produce  a  more  theoretically  continuous  current,  and 
X>erhaps  more  economically,  but  the  increased  complication 
which  the  multiplication  of  sections  involves  is  not  com- 
pensated for,  in  his  opinion,  by  the  little  benefit  derived. 
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"  A  mfirked  advantage  in  this  numner  of  constructint 
the  armature  is  that  the  Bections  of  wire  intended  for  tin 
armature  can  be  wound  separately  in  a  mold-bobbin.    Kot 


only  the  winding  is  more  easily  done,  but  the  chances  of  itf 
being  faulty  are  much  diminished,  and,  above  all,  the  iiuc 
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lation  can  be  propeiiy  anended  to.  Fig.  16v  shows  one  of 
these  sections  ready  to  be  slipped  on  the  armature  core. 
The  outside  layers  are  protected  by  cotton,  paper,  or  other 
material^  and  the  bends  are  tightly  wound  with  cotton 
cloth  and  painted,  so  that  the  section  may  retain  the  form 
given  it  in  the  mold.  The  ends  of  the  wire  are  also  Kx^peil 
and  insulated.  To  place  the  sections  on  the  core,  one  of 
the  transrerse  strips  is  unscrewed,  and  they  are  slipinnl  into 
place.  Each  core  section  of  course  receives  four  wire  stn.*- 
tions.  Fig.  170  shows  one-half  of  the  armature-core  with 
its  wire  sections  in  place. 

"The  core  sections  are  connected  to  each  other  so 
as  to  form  a  ring  by  means  of  screws  which  join  the 
contiguous  flat  transverse  pieces  together.  Tlie  holes  for 
these  screws  are  shown  near  the  ends  of  the  fiat  pieces  in 
Fig.  168. 

After  two  sections  are  connected  together,  the  ends  of 
the  two  flat  pieces  are  rounded  and  threaded,  as  shown 
plainly  in  Fig.  168.  There  are  four  of  these  screw-tips  ut 
each  end  of  the  cylinder,  and  it  is  by  means  of  them  that 
the  armature  is  mounted  upon  its  shaft.  For  this  purpose 
brass  spiders  are  used.  These  tips  pass  through  four  holos 
in  the  circumference  of  the  spider,  but  are  insulated  from 
the  spider  by  bushings  and  washers  of  gelatinized  fibre. 
Then  by  means  of  nuts  the  spiders  are  firmly  secured  to  tlu^ 
armature.  The  circiunference  of  the  spider  at  the  connnu- 
tator  end  of  the  armature  carries  four  square  projections 
resembling  the  jaws  of  a  lathe-chuck,  into  which  the  *  com- 
mutator-disc' (Fig.  171)  is  received.  This  is  another  v(»ry 
interesting  feature  of  the  armature.  The  commutator  h(»k- 
ments  are  insulated  from  each  other  and  from  tlio  shaft 
only  by  airnspaces  and  not  by  insulating  fibre  or  otlier  Hinii- 
lar  materiaL  It  is  therefore*  easy,  by  slipping  a  piece  of 
card-board  between  the  segments,  to  dislodge  any  coppcjr 
d\i8t,  oil  or  dirt  there,  and  thus  obviate  those  short  circuits 
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between  segmente  which  sometimee  lead  to  the  burning  of 
an  armature  section. 

"  Each  segment  has  a  tail-pece  disposed  radially  on  tlie 
disc  and  screwed  to  it  firmly.    The  disc,  which  is  of  slat^ 
or  soapstone,  has  a  small  bole  near  the  outer  end  of  th^ 
radial  portion,  of  each  segment  through  which  the  wir^ 
leading  from  each  connectioiV' 
between  two  contiguous  sec- 
tions of  the  armature  is  passed, 
for  the  purpose  of  making  con- 
nections to  the  conmfiutator. 
These    connections    are    BOt 
soldered,  but  are  made  by  in- 
serting the  end  under  a  small 
brass  clip,  which    by  means 
of  two  screws  holds  it  firmly 
^j.  against  the  radial  portion  of 

the  commutator  segment.  For  convenience,  the  commuta- 
tor segments  are  numbered  in  rotation.  These  clips  are 
shown  on  the  radial  ends  of  segments,  7,  8,  9,  10. 

"This  armature  presents  many  advantages  which  wiH 
suggest  themselves  to  electricians.  Its  laminated  structure 
with  free  spaces  between  the  wire  sections  affords  easy  and 
effective  ventilation,  by  which  the  armature  is  kept  quite 
cool,  even  when  run  for  a  long  stretch.  Another  advantage 
is  that  the  sections  are  all  so  nearly  alike  that  the  armature 
is  quite  symmetrical  when  'strapped'  with  bands  of  fine 
wire,  and  from  this  it  follows  that  it  needs  but  little  bal- 
ancing, and  that  it  can  be  revolved  closely  to  the  field  mag- 
net. It  may  be  interesting  to  state  here  that  the  depth  of 
wire  on  the  outside  of  the  core  is  around  half  an  inch — 
rather  more  in  the  larger  and  rather  less  in  the  smaller 
ones. 

"For  a  No.  6  machine  adapted  for  35  arc  lights,  the 
depth  of  wire  is  ^  inch.    The  wire  (No.  16  B.  &  S.)  in  each 
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section  occupies  11  layers  of  22  convolutions  each.  The 
diameter  of  the  armature  is  13^  inches,  only  ^  inch  play 
heing  allowed  between  it  and  the  field,  which  has  a  diam- 
eter of  13i  inches.  The  total  internal  resistance  of  this  type 
of  machine  is  30  ohms,  measured  at  rest  between  the  bind- 
ing-posts. When  supplying  25  arc  lights  through  an  aver- 
age circuit,  it  develops  an  electromotive  force  of  about 
1,260  volts  and  a  current  of  10  amperes.    ♦♦♦♦♦♦ 

"  In  the  l€ist  article  we  pointed  out  the  effect  of  the  sat- 
uration of  an  armature-core,  and  we  intimated  that  the 
laminated  form  of  armature-core  in  this  machine  allows  of 
better  utilization  of  the  magnetic  field  in  which  it  is  re- 
volved. To  explain  this  point  more  fully,  we  will  say  a 
word  on  the  effects  of  subdividing  the  iron  in  armature- 
cores. 

'^To  secure  subdivision  of  the  magnetic  mass  in  an 
armature,  the  core  is  sometimes  made  of  fine  iron  wire 
wound  in  a  reel.  In  other  cases  the  core  is  composed  of 
very  thin  discs  of  sheet-iron,  which  are  separated  from  each 
other  by  a  thin  paper  or  a  space.  Now,  so  far  as  the  elimi- 
nation of  Foucault  induction  is  concerned,  the  fine  wire 
core  is  evidently  the  best,  especially  if  the  wire  strands  have 
been  carefully  insulated  from  each  other.  But  so  far  as 
penetrability  to  the  lines  of  magnetic  force  is  concerned, 
the  thin  disc  forms  are  better.  This  can  be  inferred  from 
our  knowledge  of  magnetic  actions.  If  a  molecule  of  iron 
is  already  polarized  in  a  certain  direction  by  the  passage 
through  it  of  a  line  of  force,  it  evidently  resists  the  effect 
of  another  line  of  force  tending  to  polarize  it  in  another 
direction.  Its  resistance  is  in  fact  much  greater  than  that 
which  its  own  coercive  force  would  offer,  just  as  if  the 
existing  polarity  had  added  to  its  coercive  force.  The 
stronger  the  existing  polarity,  the  greater  this  resistance  to 
change. 

^^The  lines  of  force  from  one  magnetic  pole  enter  the 

to 
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armature-core^  and  then  turn  to  follow  the  direction  of  the 
circumference  of  the  armature  on  their  way  to  the  other 
pole.  Now  if  all  the  magnetic  mass  of  the  core  is  to  be 
made  useful,  the  outer  portion  or  periphery  of  the  core  must 
not  be  permitted  to  be  polarized  by  these  lines  of  force  to  a 
greater  extent  than  the  inner  portion,  for  it  will  soon  reach 
the  point  of  saturation,  and  the  "magnetic  capacity"  of  the 
armature — if  we  may  use  the  term — will  be  limited  even 
while  the  inner  part  of  the  armature  could  easily  concen- 
trate and  transmit  more  lines  of  magnetic  force.  But  if  the 
armature  core  is  made  of  iron  wire  wound  closely  together, 
it  is  necessary  for  the  lines  of  force  to  penetrate  transversely 
through  the  outside  layers  in  order  to  reach  the  inner  ones, 
and  if  these  outer  ones  are  already  polarized  in  the  direc- 
tion of  the  circumference,  they  resist  the  penetration  more 
or  less  actively,  according  to  the  degree  of  saturation.  If, 
however,  the  armature  is  made  of  discs,  the  lines  of  force 
can  pass  between  them,  and  they  are  concentrated  on  their 
lateral  surfaces.  The  mutual  repulsion  of  the  lines  of  force 
themselves  assists  this  process.  It  is  easy  to  see,  however, 
that  if  the  space  between  the  discs  is  restricted,  the  lines  of 
force  will  be  prevented  from  penetrating  very  deep.  It  is 
therefore  an  advantage  to  leave  spaces  between  the  discs, 
and  to  make  them  thicker,  so  as  to  receive  the  same  mag- 
netic mass.  This  is  what  has  been  done  in  the  armatiire- 
core  of  the  Excelsior  machine,  and  we  can  now  understand 
why  it  is  that  this  armature  can  dispense  successfully  w^ith 
the  interior  field-magnets  found  necessary  with  widened 
ring  armatures. 

"The  device  for  holding  the  brushes  and  for  moving 
them  backward  or  forward,  according  to  necessity,  is  very 
simple  and  good  in  the  Excelsior  machines.  It  consists 
merely  of  a  large  brass  ring,  B  C  (Fig.  172),  held  in  place  by 
four  rollers,  r  r  r  r  (Fig.  167),  screwed  into  the  pole  pieces. 
This  ring,  therefore,  moves  concentrically  with  the  conmiu- 
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tator,  and  when  it  is  moved  the  position  of  the  brushes  B  B 
(Fig.  167)  is  varied.  When  the  position  is  to  be  regulated  by 
hand,  a  suitable  insulated  handle  is  attached  to  this  ring ; 
but  when  the  regulation  is  accomplished  automatically  by 
means  of  the  motor,  to  be  described,  then  the  ring  is  pro- 
vided with  fine  gear  for  a  portion  of  its  circumference  at 
the  right-hand  side,  as  shown  in  Fig.  166. 

"Each  brush  holder  is  double,  so  that  there  are  two 
brushes  on  each  side  of  the  commutator.  These  brushes 
^o  not  touch  the  commutator  side  by  side,  but  one  is  placed 
a  little  in  advance  of  the  other,  the  space  between  being 
^equal  to  about  one  segment.  The  function  of  the  second 
brush  thus  electrically  connected  to  the  regular  brush  is  to 
-short-circuit  each  section  in  turn  for  an  instant,  just  as  it 
passes  the  neutral  point  in  the  magnetic  field.  It  is  well 
known  that  each  section  of  wire  in'a  Gramme  armature 
-constitutes  an  idle  resistance  for  a  moment  in  each  revolu- 
tion, that  is  to  say,  while  it  is  passing  over  the  neutral  point, 
at  which  time  it  is  not  contributing  its  share  to  the  current. 
The  idea  of  using  two  brushes  is  to  short-circuit  this  idle 
section  and  thus  reduce  the  internal  resistance.  Where  the 
-sections  are  so  few  and  so  large  (comparatively)  as  in  the 
Excelsior  machines,  a  device  of  this  nature  would  seem  to 
be  desirable. 

"  A  very  important  device  applied  to  the  Excelsior  ma- 
chines is  the  switch  used  to  put  the  current  on  the  external 
circuit  or  take  it  oflf  without  giving  rise  to  injurious  sparks. 
It  is  the  handle  of  this  switch  which  is  shown  at  the  left  in 
Fig.  166.  Its  operation  will  be  readily  understood  from 
THg.  167.  The  principle  of  this  switch  is  simply  to  short- 
<5ircuit  the  armature,  and  cut  oflf  the  current  from  the  field 
magnets  before  the  external  circuit  is  broken.  For  this 
purpose  the  two  metallic  contacts  d  d  are  brought  near 
enough  so  that  the  switch  A  may  touch  them  both  together 
"when  at  S.    If  the  switch  were  turned  the  other  way,  the 
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external  circuit  would  be  closed.    As  it  stands,  the  external 
circuit  is  opened  and  the  armature  short-circuited.     The 
Regulator:  It  is  very  desirable  that  the  supply  of  current 
should  remain  constant  in  an  arc  light  circuit,  and  it  is  also 
desirable  that  the  power  consumed  should  diminish  when 
some  lights  are  cut  out  of  the  circuit,  and  for  this  reason  it 
is  necessary  to  have  recourse  to  regulating  methods.    About 
the  easiest  is  to  move  the  brushes  away  from  the  neutral 
point  when  less  ciu'rent  is  required.     By  this  operation 
some  of  the  sections  find  themselves  ^^commutated''  on  the 
wrong  side,  and  they  counteract  the  induction  produced  in 
the  sections  on  this  side,  so  that  the  available  electromotive 
force  is  lowered.    This  has  the  effect  of  decreasing  the  cur- 
rent in  the  circuit.    If  the  brushes  are  moved  back  90  de- 
grees from  their  normal  position,  then  no  currents  will  be 
collected,  as  just  half  of  the  sections  will  be  commutated 
wrongly  on  both  sides,  and  they  will  exactly  neutralise  the 
induction  in  the  others.    Thus  it  is  possible  to  so  adjust  the 
brushes  that  any  desired  current  may  be  produced.    When 
the  decrease  required  is  very  small,  say  one  arc  light  or 
two  in  a  circuit  of  ten  or  fifteen,  this  method  is  satisfactory^ 
enough,  and  the  reduction  in  power  required  to  drlTe  tha 
dynamo,  though  not  as  low  as  with  other  means  of  rogolik 
tion,  is  yet  nearly  proportional  to  the  decrease.    But  when 
the  variation  is  greater,  the  regulation  is  not  so  economicaL 
However,  the  majority  of  cases  only  need  a  small  range  of 
regulation,  and  this  method  of  regulation  is  all-sufficient. 
^^Mr.  Hochhausen  has  applied  this  method  to  his  ma- 
chine   in   a  most  interesting  manner.    The  brush-holder 
ring  is  geared  on  a  portion  of  its  circumference,  and  a 
pinion  /  (Fig.   172),  turned   by  a  small    electro-magnetic 
motor,  engages  these  gears,  causing  the  ring  to  turn,  and 
with  it  the  brushes.    This  small  motor  (Fig.  172)  consists  of 
a  small  ring  armature  revolving  between  two  small  field 
pieces  F  Fy  which  are  bolted  to  the  upper  and  lower  pola 
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pieces  respectively,  and  derive  their  magnetism  from  them. 
The  speed  is  reduced  by  a  large  wheel  e.  This  wheel  moves 
a  Bmall  pinion,  which  again  reduces  the  speed  by  gearing 
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irith  a  larger  wheel  controlling  pinion  /.    The  geared  por- 
tion of  the  ring  B  Cis  removed  in  this  figure. 

"  The  regulation  is  effected  by  a  device  which,  when  the 
current  in  the  main  circuit  is  too  strong,  causes  the  motor 
to  turn  so  as  to  displace  the  brushes,  or  causes  it  to  move  the 
other  way  so  as  to  give  them  greater  lead  when  the  current 
is  too  weak.    This  controlling  device  might  be  an  electro- 
magnet included  in  the  main  circuit,  and  acting  upon  an 
armature,  controlling  the  connections  of  the  motor  circuit. 
The  field  magnet  itself,  however,  is  in  reality  such  a  mag- 
net.   As  long  as  the  strength  of  current  remains  the  same 
the  magnetic  power  of  the  field  magnet  does  not  change, 
but  the  instant  the  current  varies  the  power  of  the  field 
magnet  suffers  a  change,  and  an  armature  placed  in  prox- 
imity to  the  field  magnet  can  be  made  to  detect  these 
changes. 

"  The  apparatus  controlling  the  motor,  and  consequently 
the  brush,  is  shown  boxed  up  in  Fig.  166,  and  with  the  cover 
of  the  box  removed  in  Fig.  172.  The  armature  is  pivoted 
horizontally  and  is  connected  directly  with  the  right  bind- 
ing post,  branch  s'  being  given  off  at  this  connection,  how- 
ever, to  a  shunt  s",  as  more  clearly  shown  in  Fig.  168,  in 
which  m  is  the  armature  here  shown  vertically  for  con- 
venience. Attached  to  the  armature  m  is  a  small  vertical 
metallic  bar  6  (Fig.  172),  which,  when  the  normal  amount 
of  attraction  is  exerted  upon  the  armatiu'e,  presses  equally 
on  two  contacts  c  c',  from  which  wires  8,  9  (Fig.  167)  lead  to 
shunts  R'  jR,  and  from  which  wires  p  p  also  lead  to  the  motor. 

*^  Starting  at  the  negative  binding  post  Ny  and  following 
the  circuit  by  the  wires  2,  3,  etc.,  we  come  to  W,  which  at 
u  gives  off  a  branch  (7)  that  goes  to  the  shunt  and  past  the 
motor.  At  v  this  line  divides  into  two  circuits  through  iJ' 
and  JB,  through  8  and  9,  to  c  c',  to  6  to  12  to  P.  Both  sides 
of  the  motor  are  of  the  same  potential,  and  consequently  it 
does  not  move.    If  the  current  in  the  main  circuit  falls. 
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^hen  the  retracting  spring  controlling  the  armature  m  (the 
fusion  of  this  spring  being  adjustable  by  a  screw  shown  in 
^Hg.  173,  will  cause  the  armature  to  fall  back,  and  thus  6 
^^  be  tilted  until  it  leaves  contact  with  c'.    In  this  con- 
dition we  find,  on  following  the  circuit  from  v,  that  the 
^^xirrent  is  i>assing  partly  through  iJ,  9  c',  to  c,  through  the 
^otor  which  would  be  set  in  motion,  and  partly  through  R' 
through  8,  to  c.    If  there  were  no  resistance  in  the  coil  R', 
then  the  motor  would  be  short-circuited.    As  it  is  the  motor 
rec5eives  a  current  due  to  the  difference  of  potential  be- 
tween the  two  ends  of  R'.    On  the  other  hand,  if  the  cur- 
rent in  the  main  circuit  were  to  have  been  too  strong,  the 
motion  of  the  armature  m  would  be  such  as  to  tilt  c  out  c  ^ 
contact.    On  following  the  circuit  from  v  now,  it  would  be 
partly  to  -B',  8,  through  the  motor,  to  c'  to  6,  and  partly 
through  iJ,  9  to  c',  and  the  motor  would  move  in  an  opposite 
direction.    This  method  of  regulation  is  very  prompt  and 
quite  eflfective.    By  way  of  demonstration  of  this  fact,  Mr. 
Hochhausen's  assistant,  Mr.  Oswald,  placed  for  us  a  large 
arc  light  machine  on  short  circuit,  by  means  of  a  short 
stout  wire  touching  both  binding  posts.     Instantly  all  the 
lights  went  out,  there  was  a  play  of  fire  at  the  commutator 
for  a  few  seconds,  the  motor  turned  at  a  dizzy  speed,  and 
then  aU  was  right  again.    The  regulation  was  complete. 
It  is  seen  that  one  of  the  branches  from  v  always  shunts  a 
greater  portion  of  the  current  past  the  motor.     But  the 
branch  11  to  v  itself  does  not  receive  all  the  current,  a  por- 
tion being  shunted  past  through  the  branch  7,  to  shunt  coil 
to  11.    The  latter  shunt  could  be  dispensed  with,  since  there 
is  always  one  of  the  contacts  c'  c  completing  the  circuit, 
but  its  use  insures  the  continuity  of  the  circuit  in  case  of 
derangement  of  the  contact  arm  &,  or  from  any  other  cause. 
Moreover,  with  this  shunt,  the  sparks  produced  when  the 
platinum  points  c'  c  leave  contact  are  prevented.     It  will 
also  be  understood  that  by  regulating  the  resistance  of  this 
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Bhunt  the  amount  of  current  diverted  through  the  motor 
branches,  and  consequently  the  speed  of  the  motor,  may  be 
regulated. 

"  Although  this  regulation  is  intended  specially  for  use 
on  series-'wound  machines  for  arc-lighting,  Mr.  Hochhausen 
also  applies  it  with  success  to  machines  of  the  same  build, 
but  shunt-wound,  which  the  company  manufactures  for 
incandescent  lighting.    In  this  case  the  control  of  the  motor 


ElKttvfUti'^  Mmchi<t. 


cannot  be  effected  by  an  armature  subjected  to  the  attrac- 
tive influence  of  the  field-magnet,  whose  strength  increases 
inversely  with  the  current  in  the  external  circuit  instead  of 
directly.  A  separate  magnet  is  therefore  used.  Besides 
this,  the  regulation  of  the  current  in  shunt-wound  machines 
is  also  provided  for  by  means  of  a  hand-regulator,  by  means 
of  which  the  amount  of  resistance  introduced  tn  the  field- 
magnet  circuit  is  varied. 

"The  resistance  coils  are  looped  between  the  contact 
segments,  which  are  arranged  in  a  circle,  and  form  one 
continuous  circuit.  Connections  are  made  from  one  bind- 
ing-post to  the  first  segment  on  one  side  and  from  the  other 
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binding-post  to  the  switch-lever.  Thus,  supposing  the 
right-hand  binding-post  to  connect  with  the  first  segment 
at  the  right,  and  the  left-hand  one  to  connect  with  the  switch 
lever,  then,  as  the  switch  stands,  there  are  three  of  the 
resistance  coils  included  in  the  field-magnet  circuit.  In  one 
of  the  shunt- wound  machines  which  we  saw  at  the  Excel- 
sior Company's  factory,  the  switch  lever  of  the  field  resist- 
ance regulator  was  attached  by  way  of  exi)eriment  to  the 
brush-holding  ring,  and  thus  the  same  movement  sufficed 
to  adjust  the  brushes  and  regulate  the  resistance  in  the 
field-magnet. 

"  The  Excelsior  dynamo-electric  machines  are  made  in 
types  numbering  from  No.  1  to  No.  6.  When  series- woimd, 
No.  1  produces  one  light  of  2,000  candles.  As  another  ex- 
ample. No.  5  series-wound  supplies  25  arc  lights  of  2,000 
candles  (nominal)  and  shunt-woxmd  250  incandescent  lamps. 
The  speed  of  the  latter  machine  is  750  revolutions  per  min- 
ute. This  speed  is  often  increased  for  the  purpose  of  sup- 
plying a  greater  number  of  lights  per  machine.  The 
machine  is  so  well  constructed  that  a  speed  of  1000  revolu- 
tions can  be  maintained  with  safety." 

Fig.  173  shows  one  of  Hochhausen's  machines  for  elec- 
troplating and  galvanoplastic  purposes.  This  is  a  series 
dynamo,  and  of  necessity  has  a  polarity  protector  on  it  to 
prevent  change  of  magnetism  of  the  poles  by  return  cur- 
rents from  baths  which  have  become  polarized.  A  better 
arrangement  is  to  have  the  field  electro-magnet  coils  shunt- 
wound,  as  then  it  does  not  require  protection  of  the  kind. 

The  Excelsior  Company  has  recently  completed  a  ma- 
chine of  this  latter  type,  which  gives  a  current  of  3000 
amperes  and  a  difference  of  potential  at  the  binding-posts 
of  3  to  4  volts. 

Fig.  174  illustrates  a  machine  made  after  one  of  Mr. 
Hochhausen's  earlier  patents  by  the  Amoux-Hochhausen 
£lectric  Company.    It  may  be  called  the  horizontal  model. 
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It  does  not  have  his  improved  devices  and  attachments. 


Ol.  The  Oa.na.Uized-ning'  ^i-matxi.re 
of  Heiniricli.  C.  F.  Heinrich  has  recently  made  an 
annular  armature  in  a  form  which  may  obviate  some  of  the 
faults  which  we  have  set  forth.  It  is  represented  in  Figs. 
175  and  176.  The  cross-section  of  the  iron  core  is  horseshoe 
shape,  and  is  composed  of  either  solid  soft  iron,  or  prefera- 
bly of  iron  wire. 

The  conducting  wire  is  wound  only  over  the  outer  sur- 
face of  the  horseshoe  shape. 

The  poles  of  the  fleld-of -force  magnets  are  made  of  a 
shape  concentric  with  the  form  of  the  armature,  as  shown 
at  N  N  N  S  S  9,  Fig.  176. 
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This  form  of  the  poles  enables  them  to  act  upoa  a  greater 
part  of  the  cooductingwire  of  the  armature,  the  proportion 
of  active  to  inactive  wire  being  as  10  to  4.    Furthermore, 


the  inductive  action  is  only  upon  the  active  wire,  so  that 
strength  of  current  is  gained  by  avoiding  counter  induc- 
tion. The  olfflervations  of  Deprez  justify  considerable  ex- 
pectations of  increased  efficiency  from  this  machine. 

Finally,  the  canal  in  the  core  is  useful  as  a  path  for  cur- 
rents of  air  to  circulate  therein  for  cooling  the  conducting 
wires  which  become  heated  by  the  current;  and  also  for 
cooling  the  iron-wire  core  which  becomes  heated  from  the 
constant,  progressive  changes  of  magnetism.  It  will  be 
Been  that  the  iron  wire  and  the  copper  wire  tire  both  in 
direct  contact  with  the  current  of  cooling  air. 


63.     I>e8mond     GJ-.    Fitzgerald's    ]Ma- 
cliine.    Magnet  faces  similar  to  those  described  in  the 
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preceding  eection  are  a  feature  of  this  machine,  represent 
in  Fig.  177.  This  modified  form  of  the  ring  differs  from  t 
Gramme  ring  in  so  far  that  it  is  divided  into  several  se 
ments.  The  magnet  poles  surrounding  the  ring  are  coi 
posed  of  several  pieces.  I'  and 
are  rings,  closed  in  themselvt 
and  nearly  surrounding  the  a 
nular  armature,  and  which  a 
fastened  to  the  frame  of  the  m 
chine  hy  means  of  the  lugs  J 
To  allow  placing  the  electro-ms 
net  I  in  position,  it  is  compos 
of  two  equal  pieces,  which  a 
joined  together  in  the  vertic 
plane  of  the  central  line  of  t 
shaft  F. 

As  shown  in  Fig.  178,  the  wj 
is  coiled  about  the  electro-magii 
symmetricfd  to  the  same  vertic 
plane,  in  which  also  are  the  pol 
of  the  electro-magnet,  above 
below,  as  the  case  may  be.  Therefore  the  field-o£-f<n 
magnet  is  a  combination  one,  like  two  horseshoe  magnt 
placed  with  like  poles  together.  Nothing  positive  abo 
the  efficiency  of  this  machine  can  be  stated  as  yet. 

Uppenborn  correctly  remarks  :  "  We  must  emphasize  i 
important  consideration  in  reference  to  the  building  of  t 
machine.  The  manufacture  of  the  double  curved  elect] 
magnets  will  probably  prove  very  difficult.  Surfaces 
this  kind  (the  inner  of  the  electro-magnets)  cannot  be  ma 
with  Buch  accuracy  as  seems  desirable,  or  rather  necessai 
'  for  this  purpose. 

"  To  avoid  the  danger  of  the  ring  grinding  on  the  me 
nets,  which  would  soon  render  the  machine  unfit  for  use,  t 
spaces  between  both  would  have  to  be  made  much  largi 


Fil^tTat^t  Rint  "nd  EltclrB-maitut, 
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to  greater  disadvantage  of  the  inductive  action  than  is  the 
<*se  irith  other  dTnamo-electric  mttchines." 


TU  Caicktr  Mathin- 


03.  rrhe  O-iilcIiei*  ]\I!a.cliine.    The  magnetic 
id  of  this  machine  is  produced  hj  eight  magnetic  cores, 
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of  oval  cross-section,  which  are  arranged  in  two  groups  of 
four  each,  in  such  relation  that  their  free  ends  face  each 
other,  while  the  other  ends  are  fastened  to  two  vertical, 
disk-like  uprights,  which  carry  at  their  centres  the  bearingg 
of  the  shaft  of  the  armature. 

The  pole-ends  of  each  two  cores  which  are  on  the  s€une 
horizontal  line  are  of  like  polarity,  and  are  connected  by  & 
U-shaped  pole-piece,  which  presents  its  inner  face  concen- 
trically to  the  armature.  The  eight  cores,  by  reason  of 
these  pole-pieces,  form  four  magnetic  fields  of  alternately 
north  and  south  polarity.  The  core  of  the  armature  is  made 
of  iron  wire,  as  in  the  Gramme  machine,  and  it  resembles  it 
also  in  other  particulars.  But  instead  of  being  entirely 
covered  by  its  bobbins,  spaces  are  left  between  them,  w^hich 
allow  of  active  circulation  of  air  while  the  armature  is  in 
motion. 

The  principal  difference  from  the  Gramme  machine  is  in 
its  having  four  magnetic  fields.  Four  current  impulses  are 
hence  produced,  which  require  four  brushes  to  take  them 
away.  By  connecting  the  corresponding  brushes  together, 
the  currents  may  be  united  in  one  circuit.  The  collector 
and  brushes  are  made  very  wide,  so  that  much  resistance 
and  the  formation  of  sparks  are  avoided.  It  is  the  object 
of  the  inventor  to  produce  currents  of  intensity  of  little 
tension.  Therefore  he  has  made  the  internal  resistance  of 
his  machine  quite  small — it  generally  does  not  exceed  0. 1  to 
0. 2  ohm.  The  electro-magnets  have  their  coils  in  multiple 
arc,  and  the  armature  has  but  few  convolutions  of  heavy 
wire. 

The  machine  produces  currents  of  65  volts  tension,  and 
from  20  to  240  amperes  intensity,  according  to  size. 

[Gramme  in  his  U.  S.  patent,  No.  120,057,  October,  1871, 
shows  and  describes  machines  having  two,  four,  and  six 
field-magnet  poles. — K.] 


CONTINUOUS    CUBBBNT    MACHINES. 


303 


G4r,  Sieznens-Ualske  IM  agrneto  and 
Dynamo-Electric  Cylinder  ]>£a.cliine. 
System  "v.  Hefnep-^lteneck.  In  the  Gramme 
oiachinw,  the  iron  ring  with  its  wire  bobhins  is  the  main 
zonstituent.    In  the  magneto  and  dynamo-electric  induc- 


Tit  Kslalint  Drmi 


tion  machines,  designed  by  Frederick  v.  Hefner-Alteneck, 
the  Superintendent  of  the  Construction  Bureau  of  the 
establishinent  of  Siemens  &  HaWke,  in  Berlin,  in  March, 
1873,  the  ring  was  replaced  by  a  drum  which  is  encircled 
with  wire.    They  may  be  provided  with  steel  magnets,  if 


Diofrmm  t/lkt  Ht/mtAUiuck  Drum. 


working  in  the  small  way,  and  moved  by  hand  through  a 
crank  ;  or  they  may  be  in  larger  machines  provided  with 
strong  electro-magnets,  and  be  constructed  according  to  the 
dynamo-electric  principle.  The  frames  and  arrangements 
of  the  drum  differ  with  the  different  machines,  especially 
as  to  the  number  of  parts  into  which  the  winding  is  divided. 
For  easy  com[aeheDBion,  like  parts  are  represented  by  like 
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letters  in  the  following  illustrations.  Fig.  160  represents  a 
cylindrical  armature  of  the  simplest  kind.  N  W  represent 
a  number  of  stationary  strong  north  poles ;  S  S'  as  many 
south  poles.  Upon  the  axis  C  C  is  a  solid  cylinder  of  iron. 
A  thin  metal  drum  is  securely  fastened  to  the  axis  and  is 
rotated  thereby. 

This  drum  is  wound  with  coils  of  insulated  copper  wire 
parallel  to  the  axis.  The  stationary  exterior  magnet  poles 
N  W  and  S  S'  act  by  magnetic  influence  upon  the  interior 


iron  cylinder,  and  mt^netize  it  by  induction,  so  that  the 
space  between  the  magnet  poles  and  the  cylinder  is  formed 
into  an  intense  magnetic  field.  The  wires  wound,  accord- 
ing to  diagram,  Fig.  181,  upon  the  drum  cross,  during  rota> 
tion,  the  lines  of  magnetic  force  passing  through  the 
magnetic  field.  The  polar  surfaces  N  K'  and  S  S'  shown  in 
the  figure  in  vertical  section,  are  bowed  so  as  to  embrace 
about  two-thirds  of  the  circumference  of  the  armature. 
The  currents  induced  in  the  wire  convolutions  on  one  side 
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of  the  drum,  pass  through  coils  upon  the  opposite  side. 
These  currents  attain  their  maximum  force  in  the  convolu- 
tions which  are  at  the  moment  at  the  neutral  line  between 
the  poles ;  and  the  brushes  are  bo  located  that  they  bear 
upon  the  collector  bars  at  that  line,  as  in  the  Oramme  ma- 
chine. 

The  collector  is  illustrated  in  Fig.  180,  and  hj  diagram  in 
Fig.  182.  In  these  two  figures,  N  and  S  represent  the  north 
and  south  poles  respectively.  The  armature  illustrated  in 
Figs.  180,  183,  and  183  have  eight  separate  coils,  and  this 
arrangement  is  selected  for  ease  of  description,  though 
many  more  sets  of  coils  may  be  used,  the  principle  remain- 
ing the  same. 

The  ends  e  e.  Fig.  183,  of  each  of  the  eight  wire  coils 
form  altogether  sixteen  ends,  and  these  are  led  to  the  col- 
lector disk  in  pairs  in  a  pecuUar  manner,  to  eight  metallic 
Bectors,  a  to  A,  Fig.  183.  These  sectors  are  insulated  from 
each  other.    In  each  of  these  illustrations,  the  wire  ends 


-which  haTe  the  same  indicating  figures  belong  to  the  same 
set  of  coils  ;  therefore,  we  may  see  that  1  is  the  beginning 
of  the  first  wire  coil,  and  1'  is  the  end  of  the  same.  This 
ccmtinaes  through  2  and  2',  to  8  and  8'.    The  signs  -|-  and 
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—  represent  the  direction  of  the  current  in  each  set  of  coils 
when  separately  considered.  The  arrow  at  N  shows  the 
direction  of  rotation. 

The  currents  induced  in  these  coils,  wound  in  this  way 
upon  the  exterior  of  the  cylinder  or  drum,  are  the  result  of 
the  inductive  action,  the  manner  of  which  we  have  so  fully 
considered  in  the  case  of  the  Qramme  machine.  The  dia- 
gram. Fig.  183,  shows  very  plainly  the  connections  made  to 
the  collector  sectors.  The  convolutions  made  by  Hefner- 
Alteneck  have  the  disadvantage  of 
^^-  "*■  not  being  symmetrical,  and  conse- 

quently are  difficult  to  wind.    The 
more  serious  result  (sparks  at  the 
collector)  is  due  to  the  consequent 
absence  of  electrical  equilibrium  of 
opposite  sides  of  the  armature,  and 
improper  connections  of  the  bob- 
bins with  the  segments  of  the  col- 
lector.   The  machines  now  made 
have  their  armatures  wound  after 
another  plan,  which  was  invented 
by  Frolich  and  shown  in  Fig.  184.    The  connections  of  the 
bobbins  with  the  segments  of  the  collector  is  symmetrical, 
and  the  serious  defects  have  been  thus  overcome. 
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OS.  rrhe  Siementii-Halslze  JVEagrneto- 
Electrlc  ]\f!a.cliine  for-  Siiia.ll  AVoi-k. 
System  of  Hefti  ei*- Alt e  neck  lor  I_fal>o- 
ratory  Pnrijoees.  We  have  mentioned  in  Sec- 
tion 37  advantages  that  hand-power  machines  have  for  uise 
in  physical  laboratories  and  for  lecture  purposes.  Siemetu 
<fc  Halake  make  machines  of  this  class  in  two  ways — one 
with  a  crank  and  cog-wheels,  for  man  power,  and  the  other 
with  a  pulley,  for  a  belt. 

Figs.  185  and  186  represent  in  front  and  end  elevations 
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the  machine  for  hand  power.  Fig.  187  repreBents  in  per- 
spective the  one  for  mechanical  power.  The  inducing  mag- 
nets are  fifty  in  number,  of  V  shape,  represented  by  M  M, 


These  magnets  are  placed  vertically  in  twenty-five  pairs, 
but  in  such  a  way  that  no  pair  touches  its  neighboring  pair ; 
their  north  poles  are  all  upon  one  side  of  the  armature,  and 
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"the  Bouth  poles  upon  the  other.  By  this  arran^meat  the 
fifty  north  poles  and  the  fifty  south  poles  unite  to  form  two 
^Sgf^gB.ted  poles.  Soft  iron  shoes,  or  pole-pieces,  are  fas- 
tened at  the  poles  of  the  permanent  magnets,  so  that  each 
encloses  one-third  of  the  armature. 

In  Figs.  ISB,  186,  and  187,  the  space  between  the  polar- 
pieces  IT  N'  and  3  8'  is  taken  up  by  the  wire-covered  drum- 


annature  H  J.  Its  axis  C  C  runs  in  the  journal-boxes  F^F^, 
and  can  be  set  into  rapid  rotation  by  means  of  the  crank  Q 
and  the  cog-wheels  Gi  and  Gg,  or  by  the  belt  and  pulley  G-. 
On  the  end  opposite  the  crank  is  located  the  collector  pp'. 
Upon  this  Collector  a  pair  of  insulated  metallic  brushes  R  R' 
press  like  springs,  to  take  up  the  currents  induced  in  the 
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wire  coils  of  the  drum  armature,  and  lead  them  out  through 
the  clamps  2  and  3  (Fig.  187)  and  the  wires  L  L'. 

In  speaking  of  the  production  of  the  current  in  the  pre- 
ceding  paragraph,  we  have  kept  the  magnetizing  influence 
of  the  currents  induced  in  the  wire  coils  out  of  consid- 
eration. 

These  currents  are  of  such  a  kind  that  they,  hj  them- 
selves alone,  create  two  magnetic  poles  at  opposite  points 
of  a  diameter  of  the  cylinder,  and  thereby  cause  a  displace- 


ment of  the  poles  induced  in  the  cylinder  by  the  exterior 
stationary  magnets.  If,  therefore,  the  machine  is  required 
to  deliver  currents  of  the  greatest  possible  strength,  the 
connecting  line  of  the  two  brushes  must  not  b^  horieontal, 
but  somewhat  inclined  therefrom.    For  this  reason,  their 
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brushes  are  not  made  stationary,  but  fastened  to  a  yoke  AB, 
"wliieh  can  be  moved  through  a  considerable  arc  of  a  circle. 
In  this  way  the  brushes  may  be  caused  to  bear  upon  the 
collector  at  the  points  of  greatest  eflSciency,  during  the 
rotation  of  the  armature.  This  inclination  of  the  brushes 
from  the  horizontal  must  be  changed  with  the  direction  of 
rotation  of  the  armature.  Siemens  &  Halske  also  make  a 
machine  with  crank,  fly-wheels,  strap  and  pulleys,  to  be 
put  in  motion  by  two  men.    See  Figs.  188  and  189. 

These  machines  act  as  in  the  cases  of  the  previously 
described  ones. 

A  machine  of  this  kind  has  a  length  of  about  44^  centi- 
metres (not  coimting  the  wheel  and  length  of  cranks),  a 
height  of  46  centimetres,  and  a  width  of  23^  centimetres. 
It  has  a  resistance  of  only  0.5  Siemens^  unit,  and  is  equal  to 
8  Bunsen  cells  in  series.  On  account  of  the  small  resist- 
ance, it  delivers  a  much  greater  quantity  of  electricity  than 
8  Bunsen  cells  of  ordinary  construction.  If  turned  by  a 
strong  man  at  the  speed  of  two  revolutions  for  the  crank 
per  second,  a  platinum  wire  30  centimetres  long  and  i  mil- 
limetre thick,  is  easily  brought  to  incandescence.  Large 
Huhmkoff  coils,  as  well  as  electro-magnetic  machines  of  all 
kinds,  are  kept  in  regular  working  by  the  current  of  the 
machine.  For  general  uses  in  physical  laboratories  and  in 
public  lectures,  this  machine  is  very  convenient,  always 
serviceable,  a  strong  source  of  electricity,  and  is  a  substi- 
tute in  most  cases  for  galvanic  batteries.  If  the  armature 
be  rotated  by  two  to  four  men  at  the  fly-wheel,  enough  cur- 
rent is  generated  for  a  light  in  a  small  lamp. 

OO.  Siemeiif^  -  JEIa^lske  r>yiiaiiio  -  elec- 
tric IMCacliiiie  foi*  TVorlting-  in  the  Lu.i'gre 
TVay.  System  of  Heftier- Alteneck:  loi* 
Electric  Illiimina.tion  anil  Gi-alvanic  r>e- 
position.   We  have  previously  mentioned  that  currents 
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which  are  generated  in  metallic  masses,  when  moved  in  a 
magnetic  field,  are  converted  into  heat  if  not  carried  away. 
(Foucault  Currents.)  In  the  previously  described  magneto- 
electric  machines  these  currents  are  not  to  be  avoided ; 
they  can  only  be  decreased  by  making  the  cores  of  iron- 
wire  in  place  of  massive  iron.  This  difficulty  is  especially 
noticeable  in  the  large  dynamo-electric  machines,  and  no 
equivalent  useful  effect  is  gained.  This  fact  compelled  the 
inventor,  in  machines  made  for  electric  illumination,  to 
fasten  the  iron  core  of  the  armature  so  as  not  to  rotate  it, 
rotating  then  only  the  wire  coils  in  the  me^netic  field  be- 
tween the  stationary  magnetic  poles  and  the  iron  cylinder. 


^iftWtt^^^vftm) 


Kagram  pflki  Elicit 


nf  Sitmtta-Hltht. 


The  construction  of  such  a  machine  is  more  complicated, 
owing  to  the  small  space  between  the  poles  and  the  drum. 
Figures  190, 191  and  193  show  the  details  of  such  a  machine. 
Figure  190  shows  in  diagram  the  course  of  the  circuits ; 
figure  191  longitudinal,  perpendicular  section ;  and  figure 
193  an  end  elevation  of  the  machine,  a  6  c  d  is  a  drum  of 
German  silver  plate,  upon  the  outside  of  which  is  wound 
the  coils  in  a  series  of  eight,  as  described  in  section  61, 
Upon  each  end  of  the  drum  a  tube  is  fixed.  Both  tubes 
form  the  axis  of  the  drum,  and  lie  in  the  journal  boxes  F| 
and  Fj.  Through  these  tubes  an  iron  rod  C  C  is  passed  and 
fastened  to  the  standards  D,  and  D,.    The  iron  core  n^  n. 
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s  «! ,  is  fastened  to  this  rod.  The  poles  of  the  stationary 
magnet  enclose  each  about  one-third  of  the  circumference, 
as  in  the  case  of  the  other  machines.  The  pole  faces  are 
concentric  with  the  armature  and  are  as  near  to  it  as  pos- 
sible. 

The  stationary  electro-magnets  obtain  their  currents 
from  the  armature,  as  has  been  explained  in  the  other  ma- 
chines which  depend  upon  the  dynamo-electric  principle. 
The  poles  are  what  are  called  consequent  poles,  common 
to  both  magnets. 

The  armature  is  enclosed  two-thirds  of  its  circumference 
and  its  entire  length  by  the  stationary  exterior  m^^nets,  so 
that  it  rotates  in  a  very  strong  magnetic  field.    The  cur- 


rents are  taken  off  from  the  collector  by  brushes,  as  in  the 
Oramme  machine.  For  the  working  of  such  a  strong  ma- 
chine, steam  power,  or  any  other  motor  of  uniform  speed 
and  power,  is  necessary.  When  the  circuit  is  open,  only 
80  much  power  is  necessary  for  rotating  the  drum  as  will 
overcome  the  friction  of  the  journals.  If  the  circuit  be 
closed,  however,  for  example,  by  putting  an  electric  light  in 
it,  induction  currents  immediately  arise  in  the  coiU  of  the 
armature  on  rotating  it,  due  to  the  trace  of  magnetism  in 
the  stationary  magnets.    These  currents  further  strengthen 
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the  electro-magnetB,  which'  in  turn  induce  stronger  cur- 
rents in  the  armature,  and  so  on,  until  the  maximum  of 
power  and  current  is  employed.  This  is  only  limited  by  the 
speed  of  rotation.  The  quantity  of  electricity  and  the 
power  expended  in  its  production  increeises  rapidly,  because 
each  addition  of  magnetism  brings  with  it  a  corresponding 
strengthening  of  the  current.  On  this  account,  that  is  to 
say,  because  the  rise  and  fall  of  current  is  so  rapid,  and 
due  at  the  same  time  to  rise  and  fall  of  motion,  dynamo- 
electric  light  machines  must  be  provided  with  reliably 
regulated  motors,  either  steam  or  water,  so  as  to  insure  uni- 
formity of  working. 


Sinum-Haliii't  Lurgt  Dymmma-BbeMe  MmdUmt. 


It  may  also  happen  in  the  use  of  such  a  machine  for 
electric  lighting,  that  by  some  cause  the  light  arc  may  be 
suddenly  extinguished,  and  the  current  thus  interrupted. 
In  this  case  the  consumption-  of  power  is  equally  inter- 
rupted, and  unless  the  steam-engine  has  a  reliable  governor 
its  speed  of  rotation  may  become  dangerously  great.  In 
order  to  avoid  this  danger,  Siemens  &  Halske  have  con- 
nected with  this  machine  an  automatic  arrangement  by 
the  action  of  which  an  artificial  resistance  is  thrown  into 
the  circuit  when  from  any  cause  the  normally  existing  one 


CONTINtrOTTB    CUBBBNT     MACHINES. 


315 


has  been  interrupted.  The  arrangement  and  manner  of 
interposing  euch  a  resistance  is  shown  and  deecribed  in  that 
connection  in  Vol  II. 

The  machine  represented  in  Figs.  191  and  192  has  a 
length  of  110^  centimetres,  a  height  of  3%  centimetres,  and 
a  width  of  46^  centimetres.  At  a  speed  of  4S0  rotations  of 
the  armature  per  minute  it  gives  a  current  which  supports 
an  electric  light  of  14000  normal  candles,  at  an  expenditure 
of  six  honie>power.  The  current  is  capable  of  making  red- 
hot  a  copper  wire  of  one  millimetre  thickness  and  1%  metres 
length. 

The  machines  of  medium  and  smaller  sizes,  on  account 
of  simplicity  of  construction,  are  built  exclusively  with  the 
iron  cylinder  core  rotatable  with  the  coils. 


SiimtnfHilitt  Dfmamt-Elrctri 


Fig.  193  shows  the  Siemens-Halske  dynamo-electric  light 
machine  (system  v.  Hefner-Alteneck)  of  another  construc- 
tion. The  electro-magnets  have  the  plate-form,  as  in  the 
machines  of  Wilde,  Fig.  73.    Metallic  brushes  are  used 
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to  take  the  currents  from  the  collector.  A  larger  niunber 
of  coils,  or  bobbins,  &re  wound  upon  the  drum  than  in  the 
previously  considered  machines.  The  construction  of  the 
collectors  are  the  same  as.  with  the  later  forms  of  the 
Gramme  machine. 

The  smalleet  size  of  these  machines  is  698  millimetres 
toDg,  57Z  millimetres  wide,  and  333  millimetres  high.  The 
drum  is  388  millimetres  long,  and  contains  26  sets  of  wire 


coils  or  bobbins,  and  a  collector  of  56  sectors.  The  weight 
is  116  kilogrammes.  The  maximum  speed  of  rotation  is  900 
per  minute,  and  the  strength  of  light  produced  is  1400  nor- 
mal candles,  with  an  expenditure  of  1(  horse  power. 

The  middle  size  does  not  differ  much  in  its  constructioiL 
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from  the  one  jtist  described.    It  is  757  millimetres  loDg,  700 

miUimetres  wide,  and  384  millimetres  high.    The  drum  is 

iS6  millimetres  long,  and  is  wound  with  28  sets  of  coils  or 

bobbins.    The  collector  also  consists  of  56  sectors,  against 

trhich  the  wire  brushes  press  like  springs  on  the  parts 

vhich,  in  rotation,  cross  the  line  of  neutrality  between  the 

poles.    The  machine  weighs  200  kilogrammes,  and  with  a 

^"•"JTrmm  rotation  of  700  per  minute  gives  a  light  of  4000 

normal  candles,  at  an  expenditure  of  3^  horse-power.     Figs. 

194  and  195  show  two  vertical  models  of  the  same  machine. 


Two  Siemens  machines  of  medium  size  were  submitted 
to  comparative  tests  at  the  time  of  like  tests  of  Oramme 
machiaes  by  the  Boyal  English  Commission  at  Chatham. 
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The  following  is  a  suinmaiy  of  the  report  of  the  Com- 
mission : 

'^  Two  medium-sized  Siemens  machines  placed  in  series. 

"Advantages : 

"  1.  By  using  one  generator,  two  lights  can  be  produced. 

"2.  The  strength  of  the  light  produced  is  much  greater 
than  with  the  other  machines  which  were  tested,  excepting 
Gramme  D  and  C. 

"  Disadvantages : 

"  1.  The  easy  heating  of  the  wires  when  the  attendant  is 
not  well  acquainted  with  the  use  of  the  generator.  Another 
disadvantage  is  that  the  armature  becomes  hotter  than  does 
the  field  magnets. 

**2.  When  the  generators  are  connected  in  parallel,  a 
reversion  of  magnetism  easily  takes  place,  thereby  causing 
greater  interruptions  and  loss  of  time. 

"3.  An  irregular  operation  of  the  lamp  causes  the  for- 
mation of  strong  sparks  at  the  brushes,  and,  therefore,  a 
more  rapid  wearing  away  of  the  collector  and  brushes. 

"For  these  reasons,  greater  experience  is  necessary  to 
make  these  machines  work  satisfactorily  than  is  necessary 
with  the  Gramme  machines."    (See  p.  266.) 

tsy.  r>yiiaiiio  -  Electi*ic  ]Macliiiie  foi* 
the  n.eiiiiiiig;'  a^nd.  I^iirifying-  of  Mletals, 
toy  Siemens  &  Ha.lske«  (Fig.  197.)  It  embodies 
the  same  principle  as  that  we  have  just  described,  only  the 
number,  size  and  manner  of  making  the  convolutions  is 
entirely  different.  From  previous  remarks  it  follows  that 
proportionately  few,  but  very  heavy  convolutions  are 
necessary.  These  are  made  of  thick  copper  bars,  of  rectan- 
gular section.  For  instance,  the  cross  section  of  each  con- 
volution on  the  electro-magnet  is  equal  to  13  square  centi- 
metres. The  cores  have  only  7  convolutions  in  each  set, 
and  the  armature  is  covered  only  with  one  layer,  and  the 
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cross  connections  are  made  of  peculiarly  constructed  copper 

.  pieces  of  correspondingly  lat^e  section.    The  connections 

with  the  sectors  of  the  collector  are  made  of  strong  copper 

angles.     The  insulations  between  the  several  convolutions 


1    1    1 — 1 

1  r 

Ipi 

are  made  of  asbestoB,  which  is  incombustible.  The  capacity 
of  the  machine  can  hence  be  made  so  high  that  even  the 
thick  cinnxit  parts  may  become  very  hot  without  endanger- 
ing the  machine.  Three  of  these  machines  are  now  in  con- 
tinuouB  use  in  the  Royal  Smelting  Works,  at  Oker,  in 
Harts.     Each  of   them  gives  daily  five  to  six  hundred- 
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"weight  of  copper,  hj  the  expenditure  of  eight  to  10  horse- 
power. 

Siemens  A  Halske  also  furnish  smaller  machines  of  this 
kind,  which  are  intended  for  use  in  electrotyping  and  elec- 
troplating. They  are  correspondingly  wound,  so  as  to 
provide  for  the  varying  requirements  of  the  art. 

[Mr.  Edison  has  made  for  The  Electro  Metal  Refining  Co. 
one  of  hie  Z  size  of  dynamos,  for  use  in  Keith's  process  for 
refining  and  desilverizing  lead  ;  it  supplies  a  current  of  750 
■amperes,  of  6  volts  tension. 


Mr.  Hochhausen  has  made  a  number  of  dynamos,  giving 
3  to  4  volts  and  3000  amperes,  for  electro-deposition  of  cop- 
per—K.] 

OS.  The  "Weston  X^ifrht  ]*Ia.oliineH  made 
"bj  H.  Q.  Mdhring,  of  Frankfort-on-Main,  have  come  into 
use  of  late,  and  though  they  somewhat  resemble  some 
other  machines,  must  be  considered  as  original  apparatus. 
In  the  old  model  Weston  employed  cast  and  wrought  iron 
In  the  manufacture  of  the  electro-magnets.    The  curved 
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pole  faces  (N  W  and  S  S',  Fig,  192)  were  made  of  wroiight 
iron,  while  the  cores  within  the  coils  were  made  of  cast 
iron.     (See  Fig.  198.) 

In  making  these  stationary  electro-magnets  the  WTOi^ht 
iron  poles  were  made  up  of  bars  which  were  placed  at  small 
distances  apart  in  the  mould  into  which  iron  waa  cast  to 
form  the  cores.  The  ends  of  the  machine  were  all  cast  iron, 
with  slots  at  intervals.    The  armature  was  made  up  of 


disks  having  the  form  of  the  cross-section  of  the  armaturo 
core,  and  were  separated  so  as  to  allow  the  circulation 
of  air  between  them.  This  arrangement,  comhined  with 
the  slots  of  the  ends  and  the  spaces  between  the  bars  of  the 
poles,  insured  good  ventilation,  which  precluded  any  exces- 
sive heating  of  the  parts. 

These  features  are  still  better  provided  for  in  the  new 
model  (Fig.  199),  which  will  be  seen  to  have  a  slight  resem- 
blance, in  the  arrangement  of  the  electro-magnets,  to  the 
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<}ramme  machine  illuBtrated  in  Fig.  135.  There  are  six 
-cores  to  each  electro-magnet,  so  combined  as  to  form  con- 
sequent poles,  one  above,  and  the  other,  of  opposite  name, 
below  the  armature.  The  coils  of  the  magnets  are  arranged 
in  an  uninterrupted  series,  and  are  traversed  by  the  entire 
current  produced  by  the  armature,  so  keeping  up  a  strong 
magnetic  field  in  which  the  armature  moves  with  a  velocity 
of  about  900  rotations  per  minute. 


Those  portions  of  the  pole  pieces  which  enclose  the  arma- 
ture are  not  of  one  piece,  as  in  the  GraHnne  machine,  but, 
instead,  consist  of  a  number  of  tongues  which  in  most  of 
the  machines  vary  in  size  and  length,  and  are  so  arranged 
that  their  ends  form  an  elliptical  space  on  each  side  of  the 
armature. 

Weston  asserts  that  by  this  arrangement  a  greater  uni- 
formity of  current  is  produced,  because  the  inductive  action 
of  the  magnets  upon  the  coils  of  the  armature  is  not  simul- 
taneous in  all  parts  of  the  bobbins,  but  from  the  centre  to 
the  ends  of  the  tongues,  and  vice  versa,  decreases  and  in- 
I  in  quantity.    This  reminds  us  of  Trouve's' innovBL- 
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tion.  He  endeavored  to  improve  the  Siemens  armature  by 
arranging  the  wires  out  of  the  parallel  poBition  to  the  axis, 
somewhat  in  the  form  of  a  spiral. 

Fio.  MI. 


CeUtclar.    OUMtdtl. 


In  the  pole-pieces  the  slots  which  divide  the  poles  into 
tongues  serve  a  double 
purpose  :  —  They  prevent 
Foucault  currents  in  the 
pole-pieces,  serve  to  im- 
prove the  ventilation  of  the 
armature  and  magnet-fleld, 
and  thus  guard  against 
overheating. 

The  armature  (Fig.  201)  of  Weston's  Machine  has  a  very 
peculiar  form,  although  when  wound  and  in  place  it  resem- 
bles that  of  Siemens.  It  differs  widely  from  that  in  the 
construction  of  the  iron  core.  The  core  of  the  armature  is 
composed  of  a  number  of  disks  which  are  stamped  out  of 
very  thin  sheet-iron,  so  that  the  change  of  polarity  in  them 
may  take  place  very  rapidly.  Each  of  these  sheet-iron 
pieces  has  somewhat  the  likeness  of  a  spoked  wheel,  which 
has  on  its  circumference  16  protruding  teeth  and  as  many 
depressions.  The  core  is  formed  by  placing  36  of  these 
disks  on  the  shaft ;  separated  from  each  other,  however, 
by  small  washers,  so  that  air  spaces  are  left  between  them. 
As  the  disks  are  so  fixed  that  the  toothlike  elevations  form 
straight  lines,  the  whole  resembles  a  cylinder  which  is  pro- 
vided longitudinally  with  grooves  having  parallel  walls,  and 
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equally  distant  from  each  other.  The  core  so  formed  is 
finally  finished  by  hemispherical  end-pieces,  the  edges  of 
which  just  touch  the  bottom  of  the  grooves.  Into  these 
grooves,  16  in  number,  the  insulated  wires  are  laid.  The 
coils  are  wound  similarly  to  the  Siemens  armature,  i.  e.,  the 
wire  is  laid  through  the  groove,  thence  around  the  shaft, 
and  returns  through  the  diametrically  opposite  groove. 
At  the  same  time  the  peculiar  construction  of  the  core  of 
the  armature  and  of  both  end-pieces  permits  the  circula- 
tion of  air  for  cooling  between  the  bobbins  of  wire.  In  the 
Siemens-Halake  machines  a  sl^ht  heating  of  the  wire  of 


the  armature  takes  place,  but  in  the  Weston-Mohring  ma- 
chine this  is  almost  entirely  avoided  on  account  of  the  good 
ventilation.  The  armature  is  not  only  hollow,  but  also  has 
channels  numbering  576,  through  which  the  air  can  circu- 
late from  the  interior,  as  it  enters  from  openings  in  the 
hemispherical  end-pieces.  The  reliability  and  efficiency  of 
the  machine  must,  therefore,  be  excellent,  as  only  very 
little  electric  energy  is  transformed  into  heat  which  would 
otherwise  be  lost  for  generating  light,  and  because  the 
wires  cannot  be  destroyed  by  overheating  the  insulating 
covering.  It  may  also  be  remarked  that  the  Weston  ma- 
chine feeds  10  Weston  lamps,  hut  with  a  current  of  low 
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tension,  which  also  tends  to  prevent  overheating.  This 
absence  of  excessive  tension  make  the  machine  safer  to 
run,  as  the  current  is  less  dangerous  to  life. 

The  collector  (Figs.  198,  199,  and  201a)  is  similar  in  prin- 
ciple to  those  of  the  Siemens  and  Gramme  machines,  only 
differing  in  construction.  Each  segment  is  fastened  upon 
the  axis  in  a  spiral  form,  and  all  of  them  are  separated  from 
one  another  by  air  spaces  instead  of  solid  insulating  mate- 
rial. The  spiral  arrangement  is  for  the  purpose  of  insuring 
the  touching  of  two  segments  by  each  of  the  brushes  at  all 
times  in  every  situation  of  the  armature  during  rotation, 
thus  insuring  a  greater  uniformity  of  current.  The  brushes 
are  placed  diametrically  opposite,  and  consist  of  ten  or 
twelve  flexible  copper  plates  superimposed.  These  have 
such  a  position  relative  to  the  collector  that  all  the  ends  of 
the  entire  bundle  press  upon  the  rotating  parts  of  the  col- 
lector. 

The  brush-holders,  as  may  be  seen  in  Fig.  203,  are  fas- 
tened upon  a  rotatable  yoke,  so  that  by  altering  their  posi- 
tion circumferentially  the  strength  of  the  current  may  be 
manually  increased  or  decreased,  as  desired.  The  spiral 
arrangement  of  the  copper  segments  of  the  collector  is  for 
the  purpose  of  insuring  the  contact  of  each  brush  with  two 
of  the  segments  at  all  times.  Greater  uniformity  in  the 
current  is  supposed  to  be  thus  obtained,  but  it  must  be  at 
the  expense  of  its  intensity.  In  the  later  machines  this 
arrangement  has  been  abandoned,  as  Fig.  203  shows.  The 
edges  of  segments  of  the  collector  are  there  arranged  par- 
allel with  the  shaft. 

In  order  to  prevent,  as  much  as  i>ossible,  sparks  from 
breaking  of  the  circuit  at  the  collector,  as  many  as  140  seg- 
ments have  been  provided.  And  for  the  same  object,  the 
winding  of  the  armature  is  made  after  a  peculiar  plan. 

Fig.  206  is  a  diagram  of  one  system  of  winding  the  arma- 
ture and  connecting  the  bobbins  with  the  collector.    The 
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plan  is  for  eight  divisions  only,  but  the  same  system  can  be 
carried  out  with  any  larger  number. 
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Beginning  at  the  point  a,  the  wire  follows  the  dark  line, 
nd  at  the  point  where  the  wire  leaves  one  division  for 
nother,  a  loop  is  made  connecting  with  a  corresponding 


segment  of  the  collector,  as  in  Fig.  305.  After  eight 
divisions  have  each  been  in  this  manner  provided  with  one- 
half  the  necessary  convolntions  in  succession,  but  four  con- 
necting loops  will  have  been  formed. 


ZVofnMi  ff/tit  Wimiing  ^tlki 


Then  the  divisions  are  filled  with  a  second  set  of  convo- 
lutions, forming  loops  in  the  same  manner,  which  are 
»}nnected  with  the  intermediate  segments  of  the  collector, 
rhe  two  sets  of  convolutions  are  united  at  a  and  h. 
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If  we  assume  that  the  brushes  touch  the  collector  seg- 
ments,  which  are  connected  with  the  loops  m  my  the  direc- 
tion of  the  current  is  shown  by  the  arrows  and  arrow^-heads. 
It  will  be  noticed  that  the  two  neighboring  wires,  denoted 
by  the  dotted  and  continuous  lines,  respectively,  have  cur- 
rents in  them  of  opposite  directions.  This  is  so  because  one 
of  the  lines  is  always  in  advance  of  the  other  in  the  plane 
of  rotation.  If  the  armature  be  covered  with  the  first  set  of 
convolutions,  and  the  second  set  be  placed  over  the  first, 
they  lie  as  shown  in  section  in  Fig.  207,  which  gives  the 
two  sets  in  white  and  black  respectively. 


Fig.  807. 


Section  through  Armature^  thawing  Ont  Meth^ of  Winding, 

By  this  method  the  upper  set  is  longer,  is  moved  nearer 
the  poles  of  the  field  magnets,  and  has  greater  speed  of 
movement.  Therefore,  the  two  sets  are  of  unequal  electri- 
cal value,  and  yield  intense  sparks  at  the  collector.  In 
order  to  avoid  this  defect,  the  divisions  are  woimd  accord- 
ing to  Fig.  208,  whereby  complete  electrical  symmetry  is 
obtained.  The  winding  is  often  made  after  diagram.  Fig. 
209,  because  it  is  more  easily  made. 
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Stction  through  Armature^  Second  Manner  of  Winding, 

The  arrangement  of  the  collector  connections  for  ma- 
chines  of  high  tension  is  shown  in  Fig.  210.  The  armature 
has  two  entirely  distinct  and  separate  sets  of  convolutions^ 


Fio.  S09. 


Section  through  Armature^  Third  Plan  of  Winding, 
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distinguished  in  the  figure  by  black  and  white  lines  alter- 
nately arranged.  The  sectors  are  connected  alternately 
with  the  black  and  white  sets  of  convolutions.  It  b  in  this 
way  made  impossible  that  the  convolutions  can  become 
short-circuited  and  so  injured,  or  that  two  adjacent  sectors 
can  become  connected  accidentally.  The  collector  can  be 
easily  removed  and  replaced  under  the  mode  of  fastening 
shown.  The  two  brushes  are  placed  diametrically  opposite, 
and  consist  of  10  or  13  copper  ribbons  superimposed,  and 


divided  into  three  tongues  by  two  incisions.  They  are 
placed  at  such  an  angle  that  all  the  ends  of  the  ribbons 
composing  the  brushes  bear  upon  the  collector  passing 
under  them. 

According  to  "Electrician,"  the  large  machine  can  supply 
current  for  20  lamps  at  900  rotations  per  minute.  It  absorbs 
14  horse-power,  and  produces  a  current  of  18  amperes.  The 
field  electro -magnet  3  are  not  in  the  main  circuit,  but  in  a 
derived  circuit.  The  field  magnet  circuit  uses  from  3  to  6 
per  cent,  of  the  entire  current  from  the  armature. 

Fig.  311  shows  a  plan  of  mounting  one  of  these  machiuea 
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on  a  wooden  stand.    The  machine  can  be  moved  by  the 
hand-screw  while  running  so  as  to  tighten  the  belt. 


[Figs.  303  and  304  are  side  and  end  views  of  the  Weston 
Dynamo  Machine,  of  this  more  recent  type.  They  illustrate 
a  machine  for  supplying  50  arc  lights.  All  the  various 
sizes  have  the  same  general  appearance  and  construction, 
except  that  in  the  smaller  machines  the  side-braces  of  the 
pulley-bearing,  shown  at  the  right  in  Fig.  204,  are  omitted. 
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While  the  Weston  machine  of  the  present  type  resembles 
in  general  construction  the  machine  shown  at  the  Paris 
Exposition  in  1881,  modifications  have  been  made  both  in 
mechanical  construction  and  electrical  design.  The  frame 
has  been  considerably  modified.  The  supports  for  the 
armature  bearings  are  cast  in  one  piece  with  the  pole-pieces 
of  the  field  magnets,  which  simplifies  the  construction  and 
secures  greater  strength.  At  the  commutator  end,  the 
armature-bearing  is  supported  only  from  below,  so  as  to 
leave  the  commutator  open  and  readily  accessible ;  but  at 
the  pulley  end,  where  greater  strength  is  required,  the 
bearing  is  supported  by  projections  from  both  pole-pieces, 
uniting  in  the  form  of  an  arch.  To  prevent  a  closed  mag- 
netic circuit  between  these  projections,  a  wide  bushing  of 
brass  is  interposed,  which  carries  the  box  for  the  shaft ; 
and  in  the  larger  machines  the  bearing  is  braced  by  rods, 
shown  in  Fig.  204.  The  frame  consists  of  four  pieces ;  the 
two  end-plates,  and  the  upper  and  lower  field-magnet  bars. 
The  frame  is  bolted  together  before  the  pole-pieces  are 
bored  out  to  form  the  armature  space.  The  armature-box 
bearings  and  the  internal  surfaces  of  the  pole-pieces  are 
bored  out  at  one  operation,  so  that  they  are  concentric. 

Figs.  202  and  205  show  the  construction  of  the  armature. 
The  sectional  form  of  armature  is  retained,  but  somewhat 
modified,  the  grooves  being  much  shallower  than  in  the 
previous  one,  so  as  to  bring  the  wire  of  the  bobbins  much 
nearer  the  pole-faces  of  the  field  magnets. 

The  sectional  form  of  armature  is  the  most  important 
characteristic  of  the  Weston  machine.  It  is  built  up  of  a 
series  of  disks  of  the  form  shown  at  the  left  in  Fig.  202. 
These  are  placed  close  together  upon  a  shaft,  but  separated 
from  each  other  by  washers  of  insulating  material  about 
the  thickness  of  the  iron  plates.  The  end  pieces  of  the 
armature  are  made  thicker,  and  have  their  outside  surfaces 
curved,  so  as  to  prevent  sharp  bends  in  the  wire  of  the 


CONTINUOUS    CURRENT    MACHINES.  335 

armature  coils  where  it  crosses  the  ends.  There  axe  tubu- 
lar openings  through  the  armature  core  from  end  to  end, 
connecting  all  the  spaces  between  the  plates.  At  each  end 
of  the  core  is  a  flange  surrounding  the  shaf  t,  and  separating 
the  coils  where  they  cross  each  other  at  the  end  of  the  arma- 
ture, so  aJB  to  leave  an  air-passage  about  the  shaft.  The 
polar  projections  extend  out  between  the  coils,  so  that  the 
oi>enings  between  the  disks  are  left  uncovered  at  these 
points.  The  disks  are  of  such  form  that  when  combined 
with  the  shaft  they  form  a  nearly  continuous  path  of  mag- 
netic material  between  the  two  poles  of  the  field,  and  the 
insulation  of  the  disks  from  each  other  effectually  prevents 
Foucault  currents. 

The  openings  in  the  ends  and  in  the  periphery  allow  it 
to  act,  when  rotated,  as  a  centrifugal  blower,  to  maintain  a 
rapid  circulation  of  air  through  all  its  parts.  This  prevents 
undue  rise  in  temperature  of  the  armature  conductors  and 
the  increase  of  resistance  due  to  heating. 

All  these  machines,  both  for  supplying  arc  lights  and 
incandescent  lights,  are  shunt-wound ;  that  is,  they  have 
the  field  coils  in  a  derived  circuit.  The  resistances  of  the 
field  coils  vary  in  the  different  sizes  of  machines,  from 
twenty-five  to  sixty  times  the  normal  resistances  of  their 
external  circuits,  so  that  only  from  If  to  4  per  cent,  of  the 
entire  current  is  used  for  exciting  the  field.  A  very  intense 
field  is  obtained  by  using  a  considerable  mass  of  iron  in  the 
cores  and  pole-pieces  of  the  field  magnets  and  making  the 
convolutions  of  the  field  coils  very  numerous.  In  this  way 
the  requisite  electromotive  force  is  developed  with  compara- 
tively few  convolutions  of  wire  on  the  armature,  and  its 
resistance  is  quite  small.  The  ratio  of  the  resistance  of  the 
armature  to  the  normal  resistance  of  the  working  circuit 
varies  from  1  to  40  and  from  1  to  110  in  different  machines, 
80  the  loss  of  energy  in  the  armature  varies  from  less  than 
1  to  2^  per  cent.    Exciting  the  field  through  a  derived  circuit 
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instead  of  through  the  main  circuit  is  not  only  more 
nomical  in  energy^  but  affords  much  greater  facility  of  reg^ 
ulation. 

In  the  system  of  incandescent  lighting,  in  order  to  se- 
cure automatic  regulation,  it  is  only  necessary  to  preserve 
the  constajicy  of  electromotive  force  or  tension.    As  th^ 
lamps  are  arranged  in  multiple  arc  between  the  main  con-- 
ductors  the  resistlance  varies  inversely  as  the  number  oC^ 
lamps  in  circuit,  so  with  constant  electromotive  force  the 
current  strength  varies  inversely  as  the  resistance ;  conse- 
quently the  current  strength  varies  directly  as  the  nimiber 
of  lamps,  and  a  machine  of  constant  electromotive  force  i& 
self -regulating.    In  a  theoretically  perfect  machine,  with 
field  magnets  of  constant  strength  and  uniform  speed  of 
rotation  of  the  armature,  the  electromotive  force  will  be 
constant  and  independent  of  variations  in  the  resistance  of 
the  external  circuit ;  but  as  a  matter  of  fact,  this  is  not 
obtained,  because  any  considerable  variation  in  the  niunber 
of  lamps  in  circuit  produces  a  decided  fluctuation  in  the  elec- 
tromotive force  of  the  current.    This  is  probably  due  mainly 
to  the  fact  that  when  the  machine  is  in  operation,  the  polar 
line  of  the  armature  does  not  coincide  precisely  with  the 
polar  line  of  the  field  in  machines  as  they  are  ordinarily 
constructed.    This  is  shown  by  the  well-known  fact  that 
the  brushes  have  to  be  given  a  greater  or  less  lead  in  order 
to  bring  them  to  the  maximum  points  on  the  commutator, 
and  the  lead  of  the  brushes  varies  with  the  strength  of  cur- 
rent generated  by  a  given  machine.    The  polar  line  of  the 
armature  is  in  fact  determined  by  two  forces,  the  induction 
of  the  field  and  the  magnetizing  effect  of  the  armature  coils, 
tending  to  produce  poles  in  the  armature  at  right  angles  to 
the  poles  induced  by  the  field,  and  the  actual  polar  line  of 
the  armature  takes  a  resultant  position,  dependent  upon  the 
relative  strength  of  the  two  forces. 

In  the  Weston  machine  the  field  is  made  so  strong,  the 
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armature  is  so  constructed  and  located  with  reference  to 
the  field,  and  the  armature  coils  are  so  arranged,  that  their 
magnetizing  effect  on  the  armature  core  is  hardly  apprecia- 
ble in  comparison  with  the  inductive  effect  of  the  field 
poles. 

The  core  of  the  Weston  armature  is  so  constructed  as  to 
form  a  direct  and  almost  entirely  closed  path  of  magnetic 
material  between  the  field  magnet  poles,  so  that  the  arma- 
ture acts  as  a  true  keeper  for  the  magnetic  system  of  the 
field.  The  polar  projections  of  the  armature  serve  a  useful 
purpose  in  this,  as  they  bring  part  of  the  iron  core  into 
almost  direct  contact  with  the  faces  of  the  field  magnets. 
The  continuity  of  the  iron  is  also  important,  as  the  lines  of 
force  of  the  field  are  concentrated  on  the  armature  core,  so 
that  the  inductive  effect  of  the  field  upon  the  armature  is 
intensified.  Only  a  single  layer  of  wire  is  wound  on  the 
armature,  so  that  the  armature  coils  being  brought  almost 
directly  into  contact  with  the  field  magnets  and  moving  in 
an  extremely  intense  field,  the  requisite  electromotive  force 
is  developed  with  comparatively  few  convolutions,  and  the 
magnetizing  effect  of  the  armature  coils  upon  the  core  is 
greatly  reduced.  The  number  of  convolutions  in  the  arma- 
ture coils  being  few,  large  conductors  may  be  used,  and  the 
resistance  of  the  armature  diminished.  This  is  also  impor- 
tant for  the  purpose  of  securing  constant  electromotive 
force,  as  if  the  internal  resistance  of  the  machine  formed 
any  considerable  part  of  the  entire  resistance  of  the  circuit, 
variations  in  the  external  resistance  would  materially  dis- 
turb the  ratio  of  external  to  internal  resistance,  and  even 
with  constant  electromotive  force  the  flow  of  current  in  the 
external  circuit  would  not  be  exactly  proportional  to  the 
external  resistance. 

Foucault  currents  generated  in  the  armature  core  greatly 

disturb  constancy  of  electromotive  force,  but  these  are 

effectually  broken  up  and  eliminated  from  the  Weston 
15 
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machine  by  the  peculiar  sectional  construction  of  the  core. 
With  a  machine  constructed  in  this  way,  there  is  no  lead  to 
the  conunutator  brushes.  There  is  no  sensible  variation 
between  the  theoretical  maximum  points  on  the  collector 
and  the  actual  maximum  points ;  or,  in  other  words,  the 
polar  line  of  the  armature  coincides  with  the  polar  line  of 
the  field.  With  the  field  excited  either  from  a  separate 
source  or  by  a  circuit  derived  from  the  binding-posts  of  the 
machine,  the  working  resistance,  or,  in  other  words,  the 
number  of  lamps  in  circuit,  may  be  varied  within  very 
wide  limits,  without  sensible  variation  in  the  electromotive 
force  of  the  current.  For  instance,  with  a  machine  for 
running  one  hundred  incandescent  lights,  if  ninety-nine  be 
instantly  cut  out,  the  variation  in  electromotive  force  does 
not  exceed  four  or  five  per  cent.,  and  this  produces  hardly 
a  perceptible  variation  in  the  light  given  by  the  remaining 
lamp.  Within  its  working  limits,  the  machine  is  entirely 
automatic  in  its  regulation,  without  requiring  the  use  of 
any  special  regulating  mechanism,  and  as  the  regulation 
depends  upon  the  law  of  operation  of  the  machine  itself, 
much  more  reliable  and  accurate  results  are  secured  than 
can  be  obtained  by  the  use  of  any  mechanism  which  acts 
to  correct  variations  after  they  have  occurred. 

In  the  arc  system  the  problem  of  regulation  is  somewhat 
different,  as,  with  lamps  in  series,  the  current  strength  has 
to  be  maintained  constant  and  .the  electromotive  force  is 
varied.  In  this  system  the  shunt-wound  machine  is  to 
some  extent  self -regulating,  as  the  distribution  of  current 
between  the  main  circuit  and  the  field  circuit  varies  with  va- 
riations of  resistance  in  the  main  circuit.  As,  for  instcmce, 
cutting  lamps  out  of  circuit  and  thereby  reducing  the  re- 
sistance of  the  main  circuit  reduces  the  strength  of  field, 
because  less  of  the  current  generated  is  diverted  through 
the  field  coils  ;  but  the  regulation  so  produced  is  not  perfect. 
Therefore,  when  Jhese  machines  are  used  to  supply  arc- 
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igbia,  an  automatic  regulator  is  used  for  changing  the 
^sistance  of  the  field  circuit.  This  regulator  and  system 
ft  -wiU  treat  of  in  VoL  II. 

Ete.tlA 


More  recently,  Mr.  Weston  has  produced  a  two  hundred 
ucandescence  light  machine,  hased  upon  the  principles 
just  described,  but  varied  somewhat  in  its  mechanical 
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details  and  mode  of  winding  the  armature.  Fig.  212  is  a 
side  view  of  the  field  magnet  and  a  section  of  the  armature 
within  the  magnet-poles.  A  is  the  wooden  base  upon  which 
the  standards  B  B  are  fastened.  The  electro-magnet  coils 
C  C  C  C  are  in  a  circuit  derived  at  the  brushes  of  the  ma- 
chine,  and  are  of  very  high  resistance  compared  to  the  cir- 
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cuit  of  the  armature.  D  D  are  the  consequent  poles  of  the 
machine,  E'  is  the  shaft,  and  E  one  of  the  iron  disks  which 
constitute  the  cylindrical  core  of  the  armature. 

The  plan  of  the  winding  of  the  armature  is  shown  dia- 
grammatically  by  Fig.  213.  This  is  for  fifty-six  collector 
segments.  Beginning  at  any  given  point,  as  at  a,  the  first 
convolution  is  formed  by  winding  the  conductor  around 
the  cylinder  along  diametrically  opposite  lines,  bringing  it 
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up  to  the  starting-point,  then  cutting  it  o£F  and  temporarily 
securing  its  ends.  This  conductor  is  designated  bj  the 
black  and  white  circles,  numbered  1  1'  respectively,  the 
black  circle  indicating  the  position  of  the  starting-point,  the 
-white  circle  its  position  on  the  opposite  side  of  the  arma- 
ture. The  next  convolution,  numbered  2,  is  formed  along- 
side the  first  in  exactly  the  same  manner.  To  form  the 
third  convolution,  the  core  is  turned  half-way  round  and 
the  convolution  started  and  ended  at  a  point  one  hundred 
and  ei^ty  d&gieea  from  the  space  next  to  coil  No.  2.    The 


fourth  convolution  is  wound  alongside  the  third,  and  in  the 
same  manner  that  the  second  was  wound  relatively  to  the 
first  The  core  is  then  turned  back  and  the  fifth  convolu- 
tion wound  as  was  the  first.  The  sixth  then  follows,  after 
which  the  core  is  again  turned  for  the  seventh  and  eighth, 
and  so  on  until  the  forty-third  convolution  is  wound  and 
temporarily  secured.  Then,  instead  of  winding  the  forty- 
fourth  coil  from  the  same  side  of  the  core,  it  is  started  and 
ended  from  the  opposite  side.  The  core  is  then  turned  and 
the  for^-fifth  and  forty-sixth  coils  started  from  the  side 
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opposite  to  the  starting-point  of  coil  44.  The  convolutions 
are  then  formed  in  pairs  alternately  from  opposite  sides  of 
the  core  until  the  fiftieth  coil  is  completed  and  the  core 
turned  for  winding  coil  51.  After  this  is  laid^  coils  52  and 
53  are  wound  from  the  opposite  side,  when  the  core  is  again 
turned  for  each  of  the  remaining  coils  54,  55,  and  56.  The 
recesses  being  now  filled,  the  several  convolutions  of  con- 
ductor are  joined  together  in  the  ordinary  manner — ^that  is, 
designating  the  ends  of  any  convolution  as  the  "  first "  and 
"last"  end,  the  last  end  of  convolution  1  is  joined  to  the 

Fio.  215. 


Diagram  of  Wttton  Winding. 


first  end  of  convolution  2,  the  last  of  convolution  3  to  first 
of  4,  and  so  on  around  the  armature.  The  numerals  in 
Fig.  213  are  placed  to  indicate  this  system,  and  by  following 
them  the  order  of  winding  and  connection  may  be  clearly 
seen.  The  joints  or  loops,  when  formed  in  this  way,  are 
united  to  radial  arms  G,  extending  from  the  segments  of  a 
collector  F.  It  will  be  observed  that  the  number  of  coils, 
loops,  and  collector-segments  is  the  same. 

Fig.  214  represents  the  collector  end  of  an  armature 
wound  as  we  have  described.  E'  is  the  shaft,  F  the  col- 
lector-segments, and  G  radial  bars  which  connect  the  wires 
with  the  collector-segments.  Fig.  215  is  a  diagram  showing 
the  relative  position  of  the  wires  when  wound  as  we  have 
described.  Fig.  216  represents  in  outline  one  of  the  ma- 
chines and  a  lamp-circuit.  It  will  be.  observed  that  the 
main  current  is  taken  directly  from  the  brushes  to  the  lamp 


CONTINUOUS    CURRENT    MACHINES. 


343 


circuit,  and  that  the  current  to  energize  the  field-magnet 
coila  is  also  taken  from  the  same  point.  This  is  according 
to  tlie  shunt-dynamo  principle.  M  N  represent  the  positive 
and  negative  wires,  L  L  L  the  incandescence  lamps,  and 
III  the  branches  from  the  mains  M  N  to  the  lamps. 


We  have  seen  the  circuit  of  one  of  these  machines  sup- 
plying two  hundred  incandescence  lajnps  broken  instantly 
from  one  hundred  and  ninety-nine  of  them  without  varying 
the  light  of  the  remaining  one  to  any  considerable  degree  ; 
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this  was  done  many  times  within  a  few  minuteB,  and  with 
the  same  effect  each  time.  It  is  an  almost  perfect  self- 
regulator. 

The  following  are  the  measurements  of  this  machine : 

'              Wolght. 2886    poDDdB. 

Leng^tb 6S.&inebea. 

Breadth 5a0     •* 

Height 26,76   " 

Be^tMioe  o(  External  Circuit. 0.4  ohm. 

"          •'  Anuatora 0.006 '' 

•'  FleldCoiU 94.1     " 

ElectmmotiTe  Force 97    volto. 

No.  totatioiia  per  minute 900 

Divneter  of  Wiie  on  Araatnre. OJM  inch. 


Mr.  Weston  has  also  invented  an  armature  and  con- 
nections which  we  illustrate  by  Figs.  217  to  230.  This 
armature  is  calculated  to  produce  currents  of  low  tension, 
but  of  great  intensity.  This  must  be  the  case  from  the 
short  length  of  the  armature  circuit.  Fig.  317  is  copied 
from  Mr.  Weston's  drawing,  and  has  the  singular  mistake 
in  placing  the  contacts  of  the  brushes  with  the  collector 
near  the  line  x  x,  instead  of  90°  therefrom. 
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Fig.  217  is  a  view  in  elevation ;  Fig.  218,  a  sectional 
view  on  the  line  a:  a;  of  the  armature ;  Fig.  219,  a  rear  view 
of  the  armature,  showing  the  connecting  piece  and  con- 
ductors attached  thereto,  and  the  shaft  in  section  on  the 
line  yy  of  Fig.  218 ;  Fig.  220,  an  end  view  of  the  armature 
and  section  of  shaft  on  line  z  zot  Fig.  218. 

The  machine  is  mounted  on  a  base  A',  the  field-magnets 
B  B  secured  to  a  standard  or  frame.  A,  and  the  armature 
D  mounted  in  suitable  bearings  in  position  to  rotate  be- 
tween pole-pieces  C  C. 


Fio.  218. 


Armaiurt »/  Weston  Machine, 


The  armature  is  shown  to  consist  of  an  insulating-hub, 
L.,  mounted  on  a  shaft,  E.  On  this  hub  a  number  of  iron 
ring^,  F  F,  are  strung  and  insulated  from  one  another.  At 
the  rear  or  pulley  end  of  the  armature  is  fixed  a  copper 
connecting  piece,  H,  which  is  here  shown  as  a  circular  plate 
with  an  annulus,  through  which  the  shaft  E  passes.  The 
conductors  Q  G  are  laid  longitudinally  along  the  cylin- 
drical core  formed  by  the  rings  F,  and  at  the  rear  end  are 
connected  in  any  proper  manner  to  the  connecting-piece  H, 
Tvhile  these  free  ends  are  carried  over  to  the  other  end  of 
the  cylinder,  as  shown  in  Fig.  217,  and  connected  to  insu- 
lated segments  of  a  collector,  K.    This  latter,  as  shown  in 
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Figs.  31?  and  218,  consistB  of  an  insulating  disk,  to  the  face 
of  which  metal  segments  are  connected,  corresponding  in 
number  to  the  longitudinal  conductors  F  F.  With  a  collector 
of  this  description  brushes  d  d  are  to  be  employed,  which 
press  against  a  niunber  of  the  segments  simultaneously, 
and  thus  connect  the  conductors  joined  there  to  a  multiple 
arc.— K.] 

69.  ]\Ia.xiiii's  Afachine  of  the  smaller  size,  is  a 
dynamo-electric  current  generator  which  is  used  solely  to 
charge  the  electro-magnets  of  larger  machines  of  a  similar 
kind.    This  small  machine,  in  connection  with  the  regu- 


lator, is  illustrated  by  Fig.  231.  At  the  first  glance  it  s 
to  be  similar  to  the  charging  machine  of  v.  Hefner-Alteneck 
in  the  position  of  the  electro-magnets,  as  well  as  in  the 
arrangement  of  the  magnet-field  and  the  shape  of  the  arma- 
ture. (Compare  Fig.  194.  We  can  also  imagine  a  large 
machine,  as  shown  in  Fig.  193,  set  on  one  side,  so  as  to  gire 
to  the  electro-magnets  a  vertical  position.)  The  armature, 
however,  has  a  peculiar  construction,  and  is  in  effect  a 
Gramme  ring,  whose  length  exceeds  its  diameter.  The 
bobbins  of  the  Maxim  armature  differ  from  the  Oramme 
bobbins  in  the  manner  of  winding.  Four  wires  go  to  make 
up  each  of  the  16  bobbins,  and  each  wire  is  connected  to  a 
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8^:meiit  of  the  61  which  make  up  the  collector,  so  that  a 
uniform  circuit,  nowhere  interrupted,  is  obtained. 


348  DYNAMO-BLBCTRIC    MACHINES. 

In  the  light  machines  a  collector  is  situated  on  each  end 
of  the  axis  of  the  machine.  If  we  number  the  bobbins 
consecutively,  the  bobbins  of  uneven  number  are  connected 
with  the  first,  and  those  of  even  number  with  the  second 
current  collector.  The  two  circuits  can  be  coupled  at  will 
for  either  quantity  or  tension,  by  means  of  a  plug-switch 
which  is  attached  to  the  machine. 

We  do  not  say  that  the  Maxim  machine  should  give 
better  results  than  its  progenitors,  the  Oramme  or  Siemens. 
On  the  contrary,  for  the  reasons  set  forth  in  Division  10  and 
others,  the  Maxim  machine  should  give  poorer  results  under 
the  same  conditions.  According  to  our  opinion,  the  merit 
in  this  machine  consists  in  the  regulator,  which  adjusts  the 
strength  of  current  to  the  work  it  has  to  perform. 

This  machine  was  greatly  admired  at  the  Paris  Expo- 
sition on  account  of  the  peculiar  manner  of  automatically 
regulating  the  intensity  of  current  produced  by  it.  This 
regulator  we  will  describe  and  consider  in  the  part  devoted 
to  such  apparatus. 

[This  machine  was,  at  one  time^  made  by  the  United 
States  Electric  Lighting  Co.  of  New  York,  but  has  been 
abandoned  by  them  for  the  Weston  machine. — K.] 

T'O.  The  EdisoTi  IMiaLcliiiie  illustrates  by  its 
peculiar  shape  the  originality  of  its  inventor,  although  it  is 
built  on  the  same  principle  as  the  machines  we  have  just 
described.  Its  peculiar  form  is  due  to  the  extraordinary 
size  and  shape  of  the  field  electro-magnets. 

The  cores  of  these  magnets  are  wrought-iron  cylinders 
from  one  to  two  metres  long,  are  wound  with  insulated 
copper  wire,  and  are  provided  with  massive  pole-pieces  of 
cast  iron  which  nearly  encircle  the  armature  of  the  ma- 
chine. The  use  of  these  large  masses  of  iron  in  the  con- 
struction of  the  field-magnets  is  one  of  the  characteristic 
peculiarities   of   the    Edison   Dynamos,    and    their  high 
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eflBiciency  is  due  in  part  to  this  fact.  This  has  been  re- 
garded by  others  as  a  disadvantage  on  account  of  additional 
weight  imparted  to  the  machine  without  proportionate 
increase  in  the  intensity  of  the  magnetic  field.  The  same 
intensity  can  be  obtained  with  magnets  of  half  the  length ; 
but  according  to  Edison's  experience  this  practice  is  wrong. 
If  the  mass  of  iron  be  reduced,  a  stronger  current,  i.  e., 
more  energy,  is  required  to  raise  the  field  to  the  desired 
intensity,  and  this  additional  amount  of  energy  must  be 
continually  supplied  as  long  as  the  machine  is  run.  In  the 
other  case  the  additional  expense  for  a  cheap  material  is 
only  incurred  once.  This  view  seems  to  be  justified  by  the 
fact  that  the  Edison  machines,  for  eflBciency,  rank  among 
the  best.  [Recently  Mr.  Edison  has  reduced  the  length  of 
the  cores  of  the  field  magnets  of  his  machines,  and  has  also 
changed  the  shape  of  the  pole-pieces  so  as  to  avoid  sharp 
comers  and  sharp  angles,  with  decided  improvement  in 
capacity  of  given  weights  of  materials  and  in  expenses  of 
running.  Currents  flowing  in  coils  far  removed  from  the 
polar  ends  of  the  cores  they  surround  do  not  have  the  same 
eflScient  action  upon  the  poles  as  do  those  nearer  by ;  and 
sharp  angles  and  corners  on  magnetic  masses  are  unfavor- 
able to  a  proper  equal  distribution  or  concentration  of  mag- 
netism.   See  Fig.  231.— K.] 

The  form  and  arrangement  of  the  magnet  arms  and 
pole-pieces  can  be  seen  in  Fig.  222.  They  form  a  cylindrical 
magnetic  field  in  which  the  armature  is  rotated  as  in  the 
Siemens  machines.  The  armature  is  shown  in  Fig.  223  and 
is  constructed  as  follows  : — A  wooden  cylinder  is  fastened 
concentrically  on  the  iron  shaft.  Upon  this  cylinder  a 
number  of  disks  of  soft  iron  are  strung,  but  are  insulated 
from  one  another  by  disks  of  paper  placed  between  them. 
Over  the  cylinder  thus  formed  insulating  paper  is  wound. 
In  the  large  machines  copper  bars,  arranged  parallel  and 
longitudinally,  are  used  for  the  circuit  conductors.    They 
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have  bands  of  wire  wound  circumferentially  over  all  t^n^ 
keep  the  bars  or  conductors  in  place.  The  bars  are  inm  — 
lated  from  one  another,  and  from  the  wire  bandfi. 


To  connect  these  bars  so  as  to  form  the  continuous 
closed  circuit  needed,  as  many  copper  disks  are  put  on  each 
end  of  the  iron  cylinder  as  there  are  copper  bars.  These 
disks  are  also  insulated,  and  each  of  them  has  at  diametri- 
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cally  oppoeite  points  on  its  periphery  two  lugs  for  the  pur- 
pose of  coonectioD  with  the  corresponding  bars. 

The  disks  are  placed  with  their  faces  parallel  to  each 
other  and  radially  to  the  axis,  but  with  the  lugs  successively 
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in  advance  of  the  preceding  onec,  so  that  they  He  on  a  heli- 
cal line,  as  is  shown  by  the  ends  of  the  bars  in  Fig.  323.  In 
that  way  a  continuous  closed-circuit  is  provided. 


Ediun'i  WindiH[. 


The  several  copper  disks  are  each  connected  with  a  sec- 
tor of  a  collector,  resembling  in  construction  that  of  the 
Qranune  machine.  The  insulating  material  used  by  Edison 
between  the  sectors  of  the  collector  wears  away  at  the  same 
rate  as  the   copper  sectors;    consequently,  the  collector 
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wears  truly,  without  longitudinal  furrows,  flutes  or  chan- 
nels, and  runs  with  but  few  sparks. 

It  can  now  be  seen  that  the  armature  acts  like  that  of 
Siemens,  and  it  differs  from  it  in  being  more  simple  in  con- 
struction and  winding.    The  small  machines  have  for  a 


n  Matkifi  "  K." 


winding  well  insulated  copper  wire  in    place  of   copper 
bars. 

The   diagram,    Figure    224,  is    taken    from  the  draw- 
ing of  one  of  Edison's  patents,  and  shows  his  system  of 
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winding.  There  are  fourteen  divisions  or  seven  crossings 
or  loops,  with  the  latter  number  of  sectors  in  the  collector. 
The  number  of  sectors  of  collector  in  Edison's  machines  is 
always  uneven ;  the  new  large  machines  have  forty-nine. 
Consequently,  when  the  brushes  bear  on  the  collector 
diametrically  opposite  to  each  other,  the  sectors  do  not  pass 
simultaneously  from  under  them.  While  one  brush  bears 
on  the  centre  of  a  sector,  the  opposite  brush  bears  on  two 
sectors,  and  so  short  circuits  the  two  bobbins  connected 
therewith. 

Special  care  is  taken  in  the  construction  of  the  brushes. 
They  consist  of  alternating  layers  of  copper  wire  and  rib- 
bon, and  thereby  a  cushion-like  softness  of  the  contact  sur- 
faces is  attained.  The  brushes  are  bevelled  at  their  ends 
so  that  they  fit  the  cylindrical  surface  of  the  collector,  but 
at  a  less  angle  than  a  tangent.  Brushes  presented  in  such 
manner  can  be  adjusted  very  accurately. 

The  magnetic  field  of  the  "K"  machine,  shown  in  Fig. 
225,  is  produced  by  six  electro-magnet  limbs  arranged  in 
three  pairs.  The  brushes  are  mounted  on  a  yoke,  which 
can  be  moved  by  a  handle  so  as  to  place  them  in  exact  posi- 
tion on  the  line  of  exit  of  current.  There  are  usually  two 
brushes  on  each  side  in  the  smaller  machines,  and  as  many 
as  six  pairs  on  the  large  machines.  They  are  pressed 
against  the  collector  by  helical  springs,  the  tension  of 
which  can  be  regulated.  On  the  front  end  of  the  machine, 
at  the  top,  a  wooden  piece  is  fastened,  and  on  it  are  placed 
a  switch,  and  binding-posts  to  receive  the  wires  of  the  mag- 
net and  external  circuits.  The  switch  is  moved  by  the 
handle  to  open  or  close  the  circuit.  The  whole  is  mounted 
on  three  rails,  along  which  the  machine  can  be  moved  to 
tighten  or  loosen  the  belt  which  drives  it.  The  "K"  ma- 
chine weighs  3.3  tons,  is  run  at  the  speed  of  900  rotations 
per  minute,  absorbs  32  horse-power,  and  produces  a  current 
of  110  volts  tension  and  183  ampdres  intensity,  and  is  capa- 
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ble  of  supplying  350  Edison  16  candle-power  incandescent 
lamps. 

Fig.  S36  shows  a  large  Edison  machine  and  its  attached 
steam-engine.    This  dynamo  is  of  great  tuBtorical  interest, 


as  it  marks  the  first  decisive  step  in  the  advance  from 
small  to  large  machines,  which  are  now  becoming  bo  com- 
mon. This  is  rational,  as  it  is  only  with  such  machines  that 
the  utilization  of  electricity  on  a  large  scale  becomes  possi- 
ble. The  magnetic  field  of  this  machine  is  produced  by  16 
electro-magnet  arms  joined  to  two  pole-pieces,  and  their 
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:raverBed  by  a  current  derived  from  the  main  cir- 
9  dimensions  of  this  machine,  as  it  is  now  con- 
are  as  follows :  Resistance  of  armature  circuit  is 
m,  and  that  of  the  electro-magnet  circuit  is  6.7 


he  armature  has  106  copper  bars,  and  its  core  has 
.  sheet'iron  disks.  135  horse-power  is  used  in 
he  armature,  which  makes  350  rotations  per  min- 
>  current  has  110  volts  tension  and  can  supply  1200 
mps  of  16  candles  illuminating  power.  The  weight 
tchine  is  30  tons.    Machines  of  this  kind  are  used 
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in  Edison  Central  Station  for  electric  lighting  in  New  York 
city. 

The  various  sizes  of  machines  made  by  Edison  at  present 
are  tabulated  as  follows  : 


TYPE. 


Weight  in  kilogrammes. . 

Horse-power 

Rotations  per  minute. . . . 
Capacity  16-candle  lamps 

Volts  of  tension 

No.  magnet  limbs 


E 

Z 

L 

K 

C 

290 

12d0 

2500 

8800 

30000 

2.5 

8 

18 

32 

125 

2200 

1200 

900 

900 

850 

17 

60 

250 

250 

1200 

110 

110 

110 

110 

110 

2 

2 

6 

6 

12 

3600 

65 

1100 

400 

110 

6 


i 


The  above  figures  show  plainly  the  advantage  of  using 
large  machines  to  which  much  power  can  be  applied. 

[The  "H"  machine,  included  in  the  above  table,  is 
illustrated  in  Fig.  229.  The  apparent  displacement  of  the 
contact  points  of  the  brushes  on  the  collector  from  the  neu- 
tral magnetic  line  is  due  to  bending  the  loops  from  the 
bobbins  to  the  segments  of  the  collector  which  lie  nearly  on 
the  horizontal  line.  This  is  done  to  render  access  to  the 
brushes  for  adjustment  more  easy.  This  "H"  machine  is 
the  latest  type  of  Mr.  Edison's  dynamos,  because  he  has 
found  advantages  in  shortening  the  magnet  cores,  as  be- 
fore noticed.  This  machine  occupies  a  space  on  the  floor  of 
77  X  33  inches,  and  is  61  inches  high.  The  pulley  has  a  face 
of  12|  inches  and  is  14  inches  in  diameter. 

Figs.  230,  231,  232,  233,  taken  from  Mr.  Edison's  XJ.  S. 
patent,  show  the  construction  of  the  armature  more  in 
detail. 

Fig.  230  is  a  section  through  an  armature.  Fig.  231  a 
view  of  the  bars  or  strips  laid  out,  the  vertical  dotted  lines 
representing  the  plates  between  which  the  cross-connecting 
disks  or  rings  are  clamped.  Figs.  232  and  233  are  views  of 
the  copper  disks  or  rings. 
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A  Ib  the  armature  shaft,  upon  which  is  secured  the  core 
B  of  the  armature. 

C  C  are  the  longitudinal  bars  or  strips  of  copper,  and 
D  D'  the  crose-connecting  rings  or  disks  of  copper,  those  of 
each  set  being  separated  by  disks  or  rings  of  insulatii^ 
material  E. 

F  is  the  commutator  cylinder,  and  G  the  rods  eztendinj^ 
from  the  junctions  of  alternate  bars  with  the  lugs  on  the 


'  II'    •• ^ 


/>£>-<  c/Saise 


disks,  to  the  bars  of  such  collector  cylinder.  These  out- 
side collector  connections  may  have  the  full  conducting 
power  of  the  inductive  bars  themselves.  The  bars  of  each 
layer  are  arranged  opposite  the  spaces  between  the  bars  of 
the  other  layers,  or  so  that  the  bars  of  the  two  layers  will 
break  joints.  This  permits  the  use  of  the  outside  collec- 
tor connections,  which,  for  bars  of  the  inner  layer,  pass 
between  the  lugs  on  the  bars  of  the  outer  layer,  such  lugs 


CONTINUOUS    CURRENT    MACHINES.  359 

being  narrowed  for  that  purpose  at  that  end  of  the  machine^ 
as  shown  in  Fig.  231. 

It  is  evident  that  three  or  more  layers  of  copper  bars  or 
strips,  with  cross-connecting  disks  or  rings  and  outside 
collector  connections,  might  be  arranged  in  this  way. 

These  longitudinal  bars  or  strips  are  connected  at  their 
ends  by  copper  disks  or  rings  insulated  from  each  other,  the 
same  as  if  such  bars  were  arranged  in  one  layer.  The 
double  winding  is  in  effect  a  single  winding,  with  the  alter- 

Fie.  S82.  Fig.  888. 


Copper  Disks. 

nate  bars  located  in  an  outer  layer.  All  the  inductive  bars 
are  separately  wrapped  with  a  suitable  insulating  covering, 
and  in  addition  the  inner  layer  of  bars  or  plates  is  separated 
from  the  outer  layer  by  additional  insulation.  At  one  end 
of  the  armature  the  connections  of  the  alternate  bars  with 
the  disks  are  connected  with  the  bars  of  the  collector 
cylinder. 

Mr.  Edison,  in  explaining  the  bar  armature  which  he 
first  made,  and  the  rationale  of  it,  says  : 

"  In  that  class  of  magneto  or  dynamo  electric  machines 
in  which  the  revolving  armature  is  composed  of  a  cylindri- 
cal core  whose  surface  is  partially  or  entirely  covered  with 
coils  wound  parallel  to  the  axis  of  the  armature  the  coils 
cross  each  other  at  the  ends,  so  that  there  is  a  large  mass  of 
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wire  upon  the  ends  useless  for  the  purposes  of  generation, 
while  interposing  unnecessary  internal  resistance  in  the 
machine,  and  at  the  same  time  being  in  position  for  exces- 
sive accumulation  of  heat.  These  masses  of  wire,  crossing 
each  other  at  the  ends,  render  repairs  to  any  coil  exceed- 
ingly difficult,  for  the  repair  of  any  one  coil  involves  the 
unwinding  of  such  coils  as  may  overlap  it  upon  the  ends. 

"  One  object  of  this  invention  is  to  construct  the  revolv- 
ing armature  so  that  these  defects  are  remedied,  to  which 
end  this  portion  of  the  invention  consists  in  fixing  upon 
insulating  disks  which  are  to  be  secured  to  the  ends  of  the 
armature  metal  plates  or  bars  corresponding  in  number  to 
the  number  of  coils  or  conducting-bars ;  or  if  a  coil  be  con- 
sidered as  consisting  of  the  two  active  wires  or  assemblages 
of  wires  exactly  opposite  to  each  other  upon  the  face  of  the 
armature,  then  the  number  of  plates  is  double  that  of  the 
coils.    These  bars  are  arranged  upon  the  disks  as  spokes 
from  a  hub,  radiating  from  the  center,  and  may  be  termed 
the  'radiating'  plates  or  bars.    These  plates  or  bars  are 
electrically  joined  in  pairs  or  couples  by  circular  metallic 
conductors  permanently  fixed  upon  the  insulating  disks, 
care  being  taken  to  insulate  these  circular  joining  conduc- 
tors from  each  other.    This  arrangement  of  radiating  bars 
or  plates  and  joining  conductors  takes  the  place  of  the  wires 
which  formerly  crossed  the  ends.    The  radiating  plates  or 
bars  are  provided  at  their  outer  edges  with  recesses,  in 
which  the  active  generating  metal,  whether  in  the  form  of 
wires,  strips,  ribbons,  or  bars,  may  be  secured  by  soldering 
or  by  screws,  or  they  may  be  secured  together  in  any  other 
suitable  way. 

"  The  construction  of  revolving  armatures  as  ordinarily 
practiced,  especially  in  the  case  of  very  large  machines, 
requires  the  use  of  a  large  amount  of  insulated  wire.  This 
is  expensive,  and  besides  takes  up  room  and  allows  of  the 
accumulation  of  heat,  owing  to  the  non-conductor  forming 
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the  insulationy  to  remedy  which  is  another  object  of  this 
invention^  to  which  end  I  use  rigid  naked  bars  or  wires  of 
proper  material,  which  are  so  disposed  about  the  armature 
that  each  is  separated  from  the  others,  there  being  between 
them  an  insulation  partly  of  mica  and  partly  of  air,  which 
^offices  in  practice  for  insulation,  and  in  addition  allows 
^ch  access  of  air  to  all  the  €tctive  parts  of  the  armature 
that  danger  of  heating  thereof  by  accumulation  is  greatly 
lessened. 

''In  dynamo  or  magneto  electric  machines  it  is  often 
desirable  to  g^ve  considerable  electromotive  force  to  the 
^nerated  current,  while  at  the  same  time  there  is  main- 
tained a  low  degree  of  internal  resistance  of  the  machine. 

"Another  part  of  the  invention  relates  to  the  accom- 
plishment of  this,  and  consists  in  so  arranging  the  coils  or 
bars  and  the  commutators  that  all  the  coils  or  bars  are 
always  in  circuit,  so  that  an  electromotive  force  due  to  the 
entire  length  of  all  the  coils  is  obtained,  and  at  the  same 
time  that  part  of  the  conductors  which  does  not  set  up  an 
electromotive  force  within  the  circuit  is  made  of  lower 
resistance  by  means  of  the  circular  and  radial  bars  or  plates 
at  the  ends  than  the  portion  in  which  the  electromotive 
force  arises. 

"The  entire  invention  may  be  carried  into  effect  by 
means  substantially  such  as  shown  in  the  drawing,  Fig. 
234,  wherein  C  is  the  commutating  end  and  A  the  other  end 
of  an  armature. 

"  Upon  suitable  insulating  bases  circular  in  form,  the 
radial  metal  plates  numbered  1  to  18  in  A  and  C  are  secured, 
insulated  from  each  other,  as  indicated,  by  the  blank  space 
between  them.  Upon  A  the  circular  plate  or  bar  a  connects 
1  and  10 ;  b,  2  and  11 ;  o,  3  and  12  ;  d,  4  and  13  ;  e,  5  and  14  ; 
gr,  6  and  16;  h,  7  and  16  ;  i,  8  and  17 ;  it,  9  and  18.  Each  of 
these  bars  is  insulated  from  the  other  and  from  all  the  plates 

excepting  those  which  it  is  designed  to  connect.    It  will  be 
16 
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noticed  that  upon  this  end  the  circular  bars  connect  ezactl. 
opposite  coils,  as  would  the  wires  ordinarily  used.    Upo: 
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the  commutating  end  C  the  arrangement  is  somewhat  dif- 
ferent. Upon  it  1  and  12  are  connected  by  m,  2  and  9  by  n, 
3  and  14  by  o,  4  and  11  by  p,  5  and  16  by  g,  6  and  13  by  r, 
7  and  18  by  s,  8  and  16  by  t,  10  and  17  by  u.  These  bars  are 
insulated,  as  before  stated  in  the  case  of  A.  Upon  the 
commutating  end  the  odd-numbered  circular  bars  are  bent 
outwardly  at  a  right  angle  at  their  inner  end,  the  bent  por- 
tions V  V  being  secured  to  a  hub  and  forming  the  commuta- 
tor. To  these  end  disks  thus  constructed  are  secured  wires, 
ribbons,  or  bars  in  any  suitable  manner,  forming  with  the 
radial  and  circular  plates  the  coils. 

^^  For  large  machines  I  prefer  to  use  naked  bars  of  cop- 
per, B  B',  which  are  secured  in  the  recesses  shown  in  the 
outer  edges  of  the  radial  plates.  They  will  be  sufficiently 
insulated  from  each  other  by  the  air  space  between  them. 
If  bars  are  used  not  sufficiently  rigid  to  preserve  their  rela- 
tive distances  from  each  other  throughout  their  length, 
stays  or  blocks  of  insulating  material — such  as  mica — ^may 
be  placed  between  them  at  proper  intervals. 

*'  By  the  arrangement  of  connections  and  the  commuta- 
tor, as  shown  in  C,  all  the  coils  are  constantly  in  circuit, 
the  generated  current  having  the  electromotive  force  of  a 
coil  of  the  total  length  of  all  the  coils,  while  the  internal 
resistance  is  kept  low  by  the  lessening  of  resistance  in  the 
ends  due  to  the  much  larger  mass  of  conductor  in  section  of 
the  plates  and  bars  over  that  of  the  wires  ordinarily  used, 
while  the  resistance  of  the  active  parts,  when  bars  are  used, 
as  described,  is  also  greatly  lessened. 

*^  Supposing  the  parts  are  in  such  position  that  the  com- 
mutator-brushes are  in  connection  with  5  and  15,  the  path 
of  the  generated  currents  will  be  as  follows  :  starting,  say, 
at  the  brush  on  5,  the  path  in  the  machine  to  15  would  be, 
for  one  portion  of  the  current  via  5el4o3cl2mlal0t^ 
17  iSt  16,  and  for  the  other  portion  via  5qlQh78lSk9n 
2  6  lip  4  d  13  r  6  g  15,  thus  including  every  coil." 
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Mr.  EdiBon  has  devised  various  ways  of  making  the 
diametrical  CTosB-conuections  for  the  hars  of  the  armaturee 
of  his  large  machines.  Figs.  335,  836,  337,  show  one  of  these 
designs. 


Fig.  33B  is  a  perspective  view  of  the  armature  with- 
out the  collector-connections,  only  a  few  of  the  copper 
bars  and  concentric  rings  being  shown  to  avoid  confusion ; 
Fig.  ^36,  a  longitudinal  section  through  the  armature,  the 
collector  cylinder  being  shown  in  elevation ;  and  Fig.  347, 
a  separate  view  of  one  of  the  rings. 

The  core  A  of  the  armature  is  built  up  of  disks  or  rings 
of  iron  separated  by  paper. 

B  represents  the  naked  copper  bars,  arranged  longitudi- 
nally on  the  core  parallel  with  the  axis  of  rotation,  and 
insulated  from  such  core  and  from  each  other.  In  practice 
the  core  is  wholly  or  nearly  covered  by  such  bars. 

C  C  are  the  two  series  of  concentric  copper  rings,  lo- 
cated at  the  ends  of  the  armature  outside  the  polar  exten- 
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fiions  of  the  magnets^  the  rings  of  each  series  being  insu- 

^t«d  from  each  other.    Each  ring  has  two  fingers,  c,  on  its 

^^ter  edge,  which  are  bent  inwardly  for  making  connection 

^i.th  the  inductive  bars.    At  the  collector  end  of  the  ma- 

^kkine  each  ring  is  connected  with  the  bars  of  the  collector 

^^linder  D  by  an  angular  bar,  d. 


Fig.  886. 


EdisotC*  Armature. 


Fio.  237. 


The  connections  of  this  machine  are  arranged  symmetri- 
cally. At  the  collector  end  each  ring  connects  two  oppo- 
site inductive  bars,  and  has  a  connection  midway  with 
the  collector,  while  at  the  other  end  the  terminal  and 
initial  bars  of  the  pairs  are  connected 
symmetrically,  so  as  to  form  a  con- 
tinually closed  multiple-arc  circuit 
through  all  the  bars,  the  current 
being  divided  at  the  negative  col- 
lector-brush, and  each  part  passing 
through  one-half  of  the  bars  and  meet- 
ing the  other  part  of  the  current  at 
the  positive  collector-brush. 

Another  plan  devised  by  Mr.  Edison 
for  cross-connecting  the  bars  of  an  armature  is  shown  in 
Figs.  238  and  239. 

Fig.  238  is  a  perspective  view  from  the  collector  end, 
showing  a  few  of  the  parts  separated  for  clear  illustration  ; 


Ring. 
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Fig.  339,  a  side  elevation  of  some  of  the  parts  at  the  col. 
lector  end  of  the  armature. 

A  is  the  core  of  the  armature. 


B  B'  are  the  copper  inductive  bars,  extending  longitndl*  '-i 
nally  along  the  core  A,  and  connected  at  their  ends  to  o(^  '' 
per  disks  C,  insulated  from  each  other.    The  bars  B  ertenl 


straight  to  the  ears  a  of  the  disks,  while  the  alternate  ban 
B'  are  curved  over  the  first  line  of  ears  to  ears  b  of  the 
second  line. 
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D  ifi  the  collector,  and  E  represents  the  rods,  ezteud- 
i^S  from  alternate  ears  to  the  bars  of  the  collector. 
'^tk.e  contacts  of  B  and  B'  and  of  E  with  the  ears  of  disks  O 
^-i^e  plated  with  gfold  or  amalgamated,  or  both.  The  thim- 
'^Xes  c  on  bolts  d  separate  the  disks  C  from  the  ends  of  the 
'^Ore  Ato  bring  such  disks  outside  of  the  polar  extensions  of 
^^e  machine  and  remove  them  as  far  as  practical  from  the 
^ects  of  the  magnetic  field.     The  copper  disks  C  have 


double-beveled  edges  e,  forming  angular  spaces,  into  which 
the  projecting  edges  of  the  paper  sheets  /  are  pressed  to 
preTent  electrical  creeping  between  the  edges  of  disks. 

F  is  the  insulating  wrapping  of  parchment-paper,  and 
G  the  mica.— E.] 

•yi.  Jurgreneen's  >Ip.chiTie,  shown  in  Fig. 
240,  has  a  peculiar  form.  It  is  the  invention  of  Prof.  C.  P. 
Jurgenaen  and  Dr.  P.  L.  V.  Lorenz  of  Copenhagen.  The 
main  peculiarity  is  in  intensifying  the  field  within  which 
the  Oramme  armature  is  rotated,  by  providing  a  stationary 
electio-m^pet  inside  of  the  armature,  with  the  object  of 
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utilizing  the  interior  part  of  the  bobbins  on  the  annular 
core.  The  field  magnet  limbs  are  curved  from  the  iron  base 
which  serves  to  close  the  magnetic  circuit.  Toward  the 
poles  the  number  of  superimposed  layers  of  wire  are 
increased.  Owing  to  the  curve  of  the  cores  wedge-shaped 
spaces  are  left  between  the  coils,  but  they  serve  to  ventilate 
the  core.  For  greater  stability  the  poles  are  connected  at 
the  top  by  a  plate  of  non-magnetic  material  fastened  there- 
to. The  interior  electro-magnet  is  shown  separately  in  Fig. 
241.  It  is  composed  of  four  radial  arms  which  are  con- 
nected to  a  common  axial  hub.  Two  of  these  arms  on  each 
side  are  connected  at  their  outer  ends  by  an  iron  pole-piece 
of  segmental  form.  The  arms  are  so  wound  that  the  cur- 
rent through  their  coils  makes 
unlike  poles  of  the  two  pole- 
pieces.  Like  poles  of  the  in- 
terior, d  d,  face  hke  poles  of  the 
exterior,  a'  aK  It  will  be  seen 
that  in  this  manner  a  very  in- 
tense annular  magnetic  field 
is  gained  through  which  the 
bobbins  of  the  armature  are 
moved.  The  core  of  the  arma- 
ture is  formed  of  a  number  of 
flat,  insulated  iron  rings  which  are  held  together,  side  by 
side,  by  bolts  which  pass  through  them. 

This  core  is  wound  as  in  the  Qramme  armature,  and  has 
like  collector  and  brushes. 

Ventilation  of.  the  armature  of  this  machine  is  secured 
by  fastening  the  perforate!^  disk  g*  opposite  the  end  of  the 
armature.  On  the  armature  is  fastened  a  like  disk  whicli 
rotates  with  the  armature.  The  rotation  of  the  one  disk 
near  the  fixed  one  produces  a  draught  of  air  through  the 
hollow  cylinder.  The  design  of  this  machine  may  be  con- 
sidered perfect  from  a  theoretical  point  of  view,  but  its 
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practical  conetmction  involves  mechanical  difficulties  in 
the  manufacture  of  machines  of  considerable  size. 

■yS.  fWeeton's  Central  IWagrnet  IMa- 
chine.  Mr.  Edward  Weston  has  also  built  a  machine 
having  a  pair  of  magnet-poles  w^ithin  the  bobbins  of  the 


armature.  But,  instead  of  the  armature  being  wound  after 
the  Granmie  model,  as  in  the  Jiirgeneon  machine,  it  is 
wound  much  like  that  of  his  other  machines,  somewhat  as 
is  the  Siemens   machine    illustrated  by  Fig.  101,  in  the 
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respect  that  there  is  no  iron  armature  core ;  the  bobbina 
being  wound  upon  a  cylinder  of  non-magnetic  material, 
preferably  paper.  Fig. 
342  is  an  isometrical  per- 
spective view  of  the  ma- 
chine. Fig.  243  is  a  trans- 
verse vertical  section 
through  the  line  «  a;  on 
Fig.  2i-i.  Fig.  344  is  a 
central  longitudinal  sec- 
tion of  a  rotating  shell, 
the  commutator,  the  in- 
terior stationary  magnet, 
and  the  bar  upon  which 
the  interior  stationary 
magnet  is  supported,  and 
upon  which  the  rotating 
shell  and  commutator  re- 
volve, showing  the  mode 
of  winding  each  system 
of  coils  upon  the  shell, 
and  of  connecting  such 
coils  with  the  sectors  of 
the  commutator,  and  also  the  mode  of  winding  and  connect- 
ing the  coil  of  the  interior  stationary  electro-magnet.  Fig. 
S45  is  an  isometrical  perspective  of  the  exterior  stationary 
electro-magnets,  with  the  cap,  base,  and  rotating  parts  of  the 
machine  removed  for  the  purpose  of  shoeing  the  mode  of 
winding  the  coils  on  the  stationary  magnets  and  connecting 
them  with  the  other  parts  of  the  machine.  At  C  is  an  iso- 
metrical view  of  the  rotating  shell  and  commutator,  show- 
ing but  one  of  the  systems  of  coils  on  the  shell.  At  D  is  on 
isometrical  view  of  the  interior  stationary  magnet  and  its 
supporting  bar  and  one  of  the  standards  which  supports  the 
bar.    At  K  and  K'  are  the  two  binding-posts  of  the  machine. 
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Spiral  lines  show  the  method  in  which  the  several  parts 
of  the  machine  are  included  in  the  same  circuit.  A  system 
of  arrows  shows  the  patb  of  the  current  through  the  entire 
circuit  in  one  direction. 

Fig.  S46  contains  a  group  of  figures  similar  to  those  of 
Fig.  24S,  respectively  marked  4',  6',  6',  7',  B',  9  and  10,  and 
shows  the  rotating  shell  provided  with  two  conmiutators, 
and  also  shows  the  method  of  connection  by  which  two 
distinct  circuits  are  obtained,  K,  and  E,  being  the  two  ad- 
ditional binding  posts  required  for  the  second  circuit. 
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The  machine  has  a  substantial  bed-plate.  A,  to  which 
are  secured  the  two  vertical  cores  of  the  stationary  electro- 
magnets B  B>.  The  upper  ends  of  these  cores  are  bolted  to 
the  cross-piece  B*,  and  the  coils  B'  are  so  wound  upon  the 
vertical  cores  that  the  laterally-projecting  poles  b  and  h'  are 
of  opposite  polarities.  The  faces  of  the  poles  6  b'  are  con- 
cave and  just  clear  the  periphery  of  the  revolving  shell  C, 
which  is  provided  with  a  series  of  equidistant  ribs,  c,  paral- 
lel with  its  axis  and  projecting  from  its  ends,  and  by  means 
of  which  it  is  secured  to  the  peripheries  of  two  cup-shaped 
disks,  c*.  These  disks  are  each  provided  with  long  hubs  c', 
which  are  perforated  to  admit  the  axis  or  central  bar,  d, 
upon  which  they  revolve,  and  by  which  the  electro-magnet 
D  is  supported  within  the  interior  of  the  shell.  The  com- 
mntator-disk  E  is  affixed  to  one  of  these  hubs,  and  the 
driving-pulley  F  is  affixed  to  the  other.    The  shell  C  is  an 
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elongated  sphere,  and  is  provided  at  one  end  with  a  remov- 
able cap,  G,  which  is  held  in  place  by  the  screws  g,  radially 
inserted  throuigh  the  ribs  c.  These  are  eight  in  number. 
Four  distinct  and  similar  systems  of  coils,  C*,  are  wound 


lengthwise  around  the  shell  in  the  spaces  between  the  ribs. 
Two  convolutions  of  one  of  these  systems  of  coils  are 
shown  in  Fig.  346.  The  ends  C*  of  each  of  the  coils  C  are 
connected,  respectively,  with  two  diametrically  opposite 
divisions  or  sectors,  e,  of  the  commutator.    Holes  are  bored 
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through  the  outer  faces  of  the  ribs  c,  to  allow  the  air  from 
the  interior  of  the  shell  to  escape  when  the  shell  is  rapidly- 
rotated.  The  ends  of  the  shell  are  perforated  to  admit  air 
into  its  interior,  and  hence  when  the  shell  is  rotated  a 
rapid  circulation  of  air  is  kept  up,  which  tends  to  cool  the 
structure. 


CtmU^  IftHnt'i  Cmlral-Armnlnrt-M^kint. 

The  commutator  is  composed  of  a  number  of  metallic 
sectors,  e,  equal  to  twice  the  number  of  coils  upon  the  shell, 
such  sectors  being  insulated  from  each  other,  and  affixed  to 
the  flat  face  of  the  disk  E,  fastened  to  one  of  the  rotating 
hubs  A  Each  pair  of  diametrically-opposite  sectors  is  con- 
nected with  the  opposite  ends  of  one  of  the  systems  of  coils 
upon  the  shell.  As  the  neutral  points  in  the  magnetic  field 
are  vertically  opposite  each  other  in  the  centre  of  the  ma- 
chiae,  all  the  adjoining  sectors  on  either  side  of  the  com- 
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mutator  are  of  like  polarity,  and  of  opposite  polarity  to  the 
adjoining  sectors  on  the  other  side  of  the  commutator.  The 
currents  induced  in  the  rotating  coils  are  collected  from 
the  commutator  by  the  brushes  H  and  ff,  each  of  which  it 
will  be  seen  overlaps  two  or  more  sectors  of  like  polarity. 

The  Ibrush  H  is  electrically  connected,  by  means  of  the 
wire  h,  with  one  end  of  the  wire  which  forms  the  coils  B* 
upon  the  exterior  stationary  magnets.  The  other  brush, 
HS  is  electrically  oonnected,  by  means  of  the  wire  h',  to 
the  standard  I,  in  the  upper  end  of  which  one  end  of  the 
bar  d  is  supported. 

One  end  of  the  coil  D'  on  the  stationary  magnet  D  is  con- 
nected with  the  iron  core  of  the  magnet  D,  and  hence  with 
the  supporting-bar  d,  and  the  other  end  of  the  coil  is  carried 
out  through  the  interior  of  the  bar  d,  which  is  made  hollow 
for  the  purpose,  and  is  connected  by  means  of  the  wire  d' 
with  the  binding-post  K.  One  end  of  the  operative  circuit 
L  is  connected  with  the  binding-post  K,  and  the  other  end 
with  the  binding-post  K^,  the  latter  being  connected,  by 
means  of  the  wire  k,  with  the  end  of  the  coil  B'  on  the  sta- 
tionary magnets  opposite  to  the  end  which  is  connected  by 
the  wire  h  to  the  brush  H. 

Referring  to  Fig.  246,  it  will  be  seen  that  C  represents  a 
rotating  shell  provided  with  two  commutators,  E  E  and 
E'  E',  each  composed  of  four  sectors,  connected,  respective- 
ly, with  the  ends  of  two  of  the  four  coils  upon  the  rotating 
shell.  To  prevent  obscurity,  but  two  of  the  four  coils  on 
the  rotating  shell  are  shown.  The  coils  B^  are  in  this  case 
connected  by  the  wire  k  with  the  binding-post  K^  and  by 
the  wire  h  h  with  the  brush  H,  and  the  brush  H^  is  connect- 
ed by  the  wire  i  with  the  binding-post  K,  the  binding-posts 
K  and  K^  being  connected  by  the  operative  part  L  of  their 
circuit. 

The  brush  H^  of  the  other  commutator  is  connected  by 
the  wire  j  with  the  standard  I,  and  hence  with  one  end  of 
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the  coil  D'  on  the  stationary  magnet  D,  while  the  other  end 
of  the  coil  D'  is  connected  by  the  wire  d'  with  the  binding- 
XK>st  K*,  the  latter  being  connected  by  the  operative  part  L' 
of  its  circuit  with  the  binding-post  K^  with  which  the  com- 
mutator-brush H'  is  connected  by  the  wire  f. 

The  mode  of  operation  of  the  parts  in  the  arrangement 
shown  in  Fig.  246  is  similar  to  that  of  Fig.  245. — K.] 

[•7^3.   A^eston's  Statioiiar;^-A.rTiiatn.re 

jMiAcliine.  Mr.  Weston  has  also  constructed  another 
machine  having  novel  feature?.  We  describe  it  on  that 
account,  though  we  do  not  deem  it  a  practicable  machine, 
especially  because  it  is  so  hard  to  construct. 

Fig.  247  is  an  isometrical  perspective  of  the  machine. 
Fig.  248  is  a  central  longitudinal  vertical  section.  Fig.  249 
is  a  transverse  section  through  the  line  a;  a;  on  Fig.  248. 
Fig.  250  is  an  isometrical  perspective  of  the  skeleton-frame 
upon  which  the  coils  are  wound. 

The  cylindrical  iron  shell  A,  open  at  the  ends,  is  provided 
with  foot-pieces  A',  by  means  of  which  it  is  secured  to  the 
bed-plate  a.  Within  the  cylinder  A  is  a  skeleton-frame  B, 
consisting  of  two  or  more  rings  6  6,  joined  together  by  the 
equidistant  strips  or  ribs  h\  which  are  parallel  with  the  axis 
of  the  cylinder,  and  which  serve  to  divide  the  rings  into 
eight  equal  segments.  The  outermost  surfaces  of  the  ribs 
V  are  curved  transversely  to  fit  the  interior  surface  of  the 
shell  A,  to  which  they  are  fastened  by  the  screws  h^.  The 
number  of  ribs,  and  consequently  the  number  of  segments 
into  which  the  skeleton-frame  is  divided,  will  depend  upon 
the  size  of  the  machine. 

The  skeleton-frame  is  shown  to  be  divided  into  eight 
segments,  and  each  pair  of  diametrically  opposite  segments 
serves  to  support  one  of  the  four  coils  C.  Each  coil  tra- 
verses the  entire  exterior  of  the  skeleton-frame,  extending 
across  the  ends  of  the  cylinder  from  the  segment  on  one 
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side  to  the  eegment  diametrically  opposite,  and  the  free 
ends  c'  and  <?  of  the  coil  are  respectiTelT-  connected  with  two 


stationary  brushes,  c"  and  c",  bearii^  upon  diametrically- 
opposite  sides  of  the  cylindrical  commutator  D  d.    This 
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node  of  winding  and  connecting  each  coil  is  shown  in  Fig. 
!48,  'whereon,  for  the  sake  of  aToiding  confusion,  only  one 
>f  the  four  coils  is  represented. 


The  eight  brushes  required  for  connection  with  the  free 
ends  of  the  four  coils  are  secured  in  the  slotted  stems  <?.  pro- 
jecting laterally  from  the  face  of  the  annular  cup-shaped 
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disk  c*,  of  inBUlating  material,  which  is  supported  upon  the 
cross-bar  H. 

The  commutator  is  composed  of  the  two  concentrically- 
curved  strips  D  d,  which  project  laterally  in  opposite  direc- 
tions from  the  opposed  faces  of  the  hubs  D'  d'.  The  hub  d 
18  secured  directly  upon  the  rotating  shaft  E,  while  the  bub 
D'  is  mounted  on  a  bushing  which  insulates  it  from  the 


shaft  E.  The  two  curved  strips  D  d  overlap  each  other 
upon  opposite  sides  of  the  shaft,  and  the  two  spaces  between 
their  edges  are  filled  with  wood,  in  order  to  provide  a  con- 
tinuous concentrically-curved  path  for  the  brushes  c"  and 
c^,  not  less  than  three  of  which  are  always  in  contact  with 
each  strip.  The  hub  D'  is  elongated  sufiSciently  to  provide 
a  bearing  for  the  brush  D*,  which  is  supported  in  the  stem 
D*,  projecting  laterally  from  one  of  the  binding-posts  F, 
with  which  one  end  F'  of  the  operative  part  of  the  circuit  is 
connected. 
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Outside  the  hub  D'  is  a  metallic  collar  G,  mounted  upon 
an  ingulating  bushing  e  upon  the  shaft  E,  and  separated 
kim.  the  hub  D'  by  the  insulating  collar  e'.  The  other  bind- 
ing-post/of the  machine,  to  which  the  other  eud  /'  of  the 
operative  circuit  is  connected,  is  provided  with  a  brush  G', 
which  bears  upon  the  periphery  of  the  collar  Q.  The  inner 
'ace  of  the  collar  Q  is  connected  with  the  wire  g,  which  is 
iDclosed  in  a  tube  of  insulating  malarial  g,  inserted  in  holes 
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',  extending  through  the  hul^  D'  and  d'.  The  inner  end 
if  the  wire  g  is  secured  by  a  set-screw  ^  to  a  metallic  col- 
ar  {/*,  which  is  separated  from  the  shaft  E  by  the  flanged 
Dsulating-bushing  ^. 

The  bearings  H  h  for  the  shaft  E  are  formed  in  the  arms 
I'  h',  which  extend  horizontally  across  each  end  of  the  cyl- 
nder,  and  are  bolted  thereto.  The  shaft  E  has  at  the  front 
md  of  the  cylinder  an  enlarged  30umal,  which  is  longitudi- 
lally  perforated  to  receive  the  insulating  tube  i  contain- 
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ing  the  wire  i\  which  at  its  forward  end  is  secured  to  the 
collar  gf*  and  serves  to  connect  that  collar  with  one  end  of 
the  system  of  coils  I  surrounding  the  iron  core  I'  of  an  elec- 
tro-magnet mounted  upon  and  revolving  with  the  shaft  K 
The  opposite  end  of  the  system  of  coils  I  is  connected  to  the 
iron  core  of  the  rotating  magnet,  and  hence  through  the 
core  and  shaft  E  with  the  commutator-hub  d'y  and  succes- 
sively with  the  brushes  connected  with  the  ends  of  the  sta- 
tionary coils. — K.] 


'r4.  The  IMCa^eliiiies  of  IVia^udet,  TVal- 
lace-Fairner,  X^ontin^  and  Biu^glii,  have 
a  close  relation  to  the  machines  just  discussed ;  though 
they  possess  no  ring-formed  bobbin  of  iron,  nor  drum, 
but  they  show  the  same  principle  of  connecting  up  the 
several  bobbin  wires  as  in  the  Gramme  ring,  and  also 
the  principle  of  taking  up  the  current  without  a  commu- 
tator proper.  If  the  machines  described  in  previous  sec- 
tions (46  to  73  inclusive)  can  be  regarded  as  belonging  to 
one  family  designated  by  the  points  for  taking  oflf  the  cur- 
rents, which  are  perpendicular  to  the  line  of  greatest  mag- 
netic intensity,  we  must  group  the  machines  described  in 
this  and  the  next  succeeding  sections,  numbers  75,  76  and 
77,  to  a  second  class,  because  the  points  of  taking  the  cur- 
rent lie  on  the  pole-line  itself.  [These  points  really  lie 
on  the  line  at  which  the  rotating  magnet-poles  leave  the 
stationary  ones. — K.] 

Niaud-et's  IMCagrieto  -  Electric  TMo^ 
cliiiie.  Alfred  Niaudet  has  constructed  (1872)  a  magneto- 
electric  machine  which  combines  the  principle  of  Clarke's 
machine  in  a  multiple  form,  with  the  manner  of  connecting 
the  coils  practiced  by  Pacinnotti  and  Gramme,  thus  making 
a  commutator  unnecessary. 

For  construction  of  this  machine,  refer  to  Fig.  251  to 
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make  plain  this  description.  The  two  permanent  magnets 
are  fastened  to  the  base,  so  that  their  respective  poles  are 
in  opposition,  i.  e.,  the  north  pole  of  one  and  the  south  pole 
of  the  other  are  upon  the  base.  On  the  shaft  two  disks  of 
non-ma^etic  material,  like  brass  or  vulcanite,  are  fastened. 
Between  and  to  the  disks  twelve  cores  and  coils  are  fas- 
tened at  equal  distances  apart,  and  parallel  with  the  shaft. 


The  beginning-end  of  each  coil  is  connected  with  the 
tenninating-end  of  the  next  adjacent  coil  in  either  of  the 
two  directions.  So,  when  the  connections  are  completed, 
the  wires  of  the  several  coils  are  electrically  connected,  and 
there  is  but  one  circuit,  which  embraces  all  the  coils. 
Twelve  strips  of  metal  are  fastened  upon  one  of  the  disks, 
extending  radially  from  near  the  shaft,  one  of  each,  to  a 
point  of  connection  between  the  wires  of  each  two  spools. 
Two  springs  are  caused  to  press  successively  upon  these 
strips  as  the  disks  are  rotated,  one  above  and  the  other 
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below  the  shaft,  on  a  line  drawn  from  pole  to  pole  of  one  of 
the  magnets. 

As  currents  generated  by  recedence  from  a  north  pole 
and  approach  to  a  south  pole  have  one  direction,  and  those 
of  recedence  from  a  south  pole  and  approach  to  a  north 
pole  have  the  contrary  direction,  it  follows  that  all  the  coils 
on  one  side  of  the  line  from  pole  to  pole  must  have  a  cur- 
rent of  one  direction,  and  those  on  the  other  side  a  current 
opposed.  So  they  must  meet  at  the  strip  which  at  the  mo- 
ment is  parallel  with  that  line.  As  a  complete  circuit  is 
furnished  through  the  spring  and  wire  to  the  other  spring, 
current  flows  as  is  illustrated  in  Fig.  251. 

TTi,  The  AVallace-Farinei*  Lig-lit  TVIa- 
cliine  is  said  to  have  been  built  by  the  electrician  Moses 


O.  Farmer,  in  Boston,  in  1876,  and  latterly  by  the  house  of 
Wallace  &  Sons,  Ansonia,  Oonn. 

It  suddenly  attained  great  reputation  in   the    tJnited 
States  and  England,  when  Ediaon  used  it  in  his  first  experi- 
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ments  in  electric  lighting,  and  spoke  of  it  as  producing 
unlimited  currentB  of  electricity.  An  examination  of  the 
eugraving  of  it  shown  in  Fig.  262  will  show  to  the  expert  at 
once  that  it  deals  only  with  the  principles  of  construction, 
with  which  we  have  become  so  familiar  in  the  descriptions 
of  the  machines  of  Niaudet,  Lontin,  and  Schuckert. 

The  machine  has  two  half -flat  horseshoe-shaped  electro- 
magnets, whose  opposite  poles  face  each  other.  In  the 
magnetic  field  formed  by  these  poles,  a  double  crown  of 
fifty  sector-shaped  bobbins  are  rotated,  so  that  the  pole  ends 


of  these  bobbins  pass  successively  at  a  very  short  distance 
in  front  of  the  stationary  magnet  poles.  It  will  be  seen 
that  two  iron  disks  are  fastened  upon  the  axis  of  rotation, 
each  canying  twenty-five  bobbins.  Each  bobbin  consists 
of  four  sets  of  wire  coils  consecutively  connected,  while  at 
the  same  time  from  the  points  of  junction  of  two  consecu- 
tive bobbins  wires  are  connected  which  pass  to  a  collector 
placed  upon  the  axis,  after  the  manner  which  has  been 
minutely  described  in  the  cases  of  the  Gramme  and  Siemens 
machines.  All  the  iron  cores  upon  which  the  bobbins  are 
womid  are  made  hollow,  with  openings,  so  that  the  circu- 
lation of  air  may  act  to  cool  them  during  rotation. 

By  reason  of  the  Oramme  arrangen^ent  of  the  collector, 
the  machine  does  not  need  a  special  commutator.    It  pro- 
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duces  from  each  crown  of  bobbinB  a  system  of  currents 
having  one  direction,  and  they  may  be  united  for  quantity, 
or  in  series,  or  be  employed  separately.  The  machine  has 
the  circuits  so  arranged  that  it  works  upon  the  dynamo- 
electric  pnociple.  The  manufacturers  of  this  machine 
claim  many  advantages  for  it ;  one  is  that  the  position  of 
the  wire  bobbins  is  such  that  they  may  be  rapi'dly  cooled  by 
the  air  set  in  motion  by  the  rotation.    But  this  condition  is 
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of  BO  little  practical  effect  that  when  the  machine  is  work- 
ing normally  at  800  rotations  per  minute,  it  becomes  heated 
to  the  melting  point  of  seaUng-wax.  In  acjdition  to  this 
defect,  the  friction  of  the  armature  against  the  air  is  so 
great  as  to  cause  consumption  of  power  as  high  as  eight- 
horse  to  overcome  it. 


■yo.  Ijontin's  I>yiiamo-El©ctric  ]VIa- 
cliine.  These  machines  resemble  in  their  construction 
and  principle  those  of  the  Society  I' Alliance,  and  of  Holmes, 
as  well  as  the  dynamo-electric  machines  of  Gramme,    Fig. 
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254  shows  one  of  these  machines  which  was  patented  in  the 
year  1874.  A  and  A  are  the  two  limbs  of  a  strong  ordinary 
electro-magnety  close  to  the  poles  of  which  the  pole-ends  of 
the  induction  coils  D  move  in  rotation  in  the  direction 
shown  by  the  arrows.  The  induction  coils  are  carried  on  the 
cylindrical  hub  B  of  soft  iron.  Iron  spokes  D  are  fastened 
at  regular  intervals  radially  to  the  periphery  of  this  hub, 
and  act  as  cores  of  the  electro-magnet  coils.  The  wheel,  or 
armature,  here  illustrated,  has  ten  such  arms,  or  spokes. 
Their  number,  however,  can  be  increased  or  diminished. 
Each  spoke  is  wound  in  the  same  direction  with  insulated 
copper  wire,  and  in  such  a  way  that  the  terminating-end 
of  each  bobbin  is  connected  with  the  beginning-end  of 
the  wire  of  the  following  one,  so  that  the  bobbins  all  form 
a  single  closed  wire  as  in  the  Oramme  armature.  The 
figure  shows  but  one  armature  of  this  kind,  but  several  of 
these  may  be  placed  upon  one  axis.  From  the  junctions  of 
the  wires  of  two  consecutive  bobbins,  short,  thick  copper 
wires  lead  to  the  copper  contact-pieces,  or  sectors,  of  a 
collector  similar  to  that  used  in  the  Gramme  machine. 
Brushes  are  used  to  bear  upon  the  collector,  as  in  other 
machines.  The  dynamo-electric  principle  is  used  as  well. 
When  the  armature  is  rotated  in  the  direction  of  the  arrows, 
and  any  one  of  the  bobbins,  for  example,  D  1,  approaches 
the  south  pole,  S,  of  the  electro-magnet,  a  current  is  gen- 
erated in  the  wire  of  D  1,  having  a  certain  direction  (§  8). 
The  same  occurs  with  the  following  bobbins  as  they  ap- 
proach this  pole.  The  difference  between  this  and  the 
Gramme  &  Siemens  machines  is  that  the  currents  are  taken 
oflf  by  means  of  the  brushes  bearing  upon  the  collector,  on 
or  near  the  line  of  greatest  magnetic  intensity.  This  line 
is  shown  drawn  from  S  to  N. 

It  is  hardly  necessary  to  say  that  these  machines  may  be 
constructed  for  various  electrical  effects,  and  having  vari- 
ous degrees  of  intensity,  according  to  the  length  and  size 
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of  wire  wound  upon  them,  so  as  to  be  used  for  electric 
lighting  or  for  galvanoplastic  purposes.  [A  machine  was 
patented  in  the  United  States  in  1875,  by  J".  B.  Fuller y  and 
was  invented  by  him  previous  to  the  invention  by  Lontiriy 
and  was  made  in  all  electrical  particulars  like  that  we  have 
just  described.  In  practice  it  was  found  to  consume  very 
much  more  power  for  given  electric  effects  than  those  of 
the  strictly  Ghramme  type ;  so  much  so  that,  after  putting 
above  fifty  of  them  into  practical  use,  the  Fuller  Electrical 
Company  owning  the  patent  withdrew  them  and  substituted 
Oramme  machines.  They  had  two  very  grave  faults,  other 
than  the  waste  of  power ;  one  of  which  was  extraordinary 
heating,  and  the  other  the  noise  which  was  created  during 
the  motion  of  the  armature  by  reason  of  the  rapid  magneti- 
zation and  demagnetization  of  the  arms  carrying  the  bob- 
bins.— K.] 

If  we  imagine  the  Lontin  machine  so  changed  that  the 
wheel  shown  in  Fig.  254  carries  16  teeth,  and  that  those  are 
not  in  one  plane,  but  are  arranged  in  four  planes,  so  that 
the  teeth  of  one  plane  form  a  cross,  and  that  each  of  these 
four  crosses  so  formed  is  set  at  22^  degrees  from  the  preced- 
ing one,  we  have  a  model  of  the 

T'T'.  '  r>yiia,iiio  -  Electric  l^Acblne  of" 
Bur^g-in.  Biirgin  at  first  grouped  eight  iron  bars  upon 
one  axis,  so  that  each  pair  of  them  lying  in  the  same  plane 
formed  a  cross.  There  were  hence  four  crosses,  each  of 
which  was  set  at  22|  degrees  to  the  preceding  one,  so  that 
the  ends  of  the  bars  were  in  the  line  of  the  apices  of  the 
threads  of  a  quadruple  screw.  The  ends  of  the  wire  bob- 
bins wound  upon  the  iron  bars  were  all  carried  towards  the 
axis,  and  then  ran  alongside  of  the  axis  to  a  copper  ring  at 
one  end.  This  ring  of  copper  was  divided  into  as  many 
sections  as  iron  bars,  and  all  sections  were  separated  by 
insulating  layers.    The  inner  end  of  each  bobbin  was  con- 
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nected  at  the  correaponding  eegment  of  the  ring  with  the 
outer  end  of  the  next  bobbin,  and  so  on,  till  a  complete  cir- 


cuit was  formed  of  all  the  bobbins,  as  in  connecting  up  the 
Gramme  ring. 

The  machine,  however,  which  is  now  known  in  England 
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as  Bttrgin's  machine  is  another  arrangement,  which  is 
shown  in  Figs.  256,  266,  267,  and  358. 

The  armature  is  made  up  of  eight  iron  cores,  each  of 
which  has  the  form  of  a  hexagon,  and  is  supported  bj 
radiaJ  arms  from  the  axis.  Each  of  these  hexagonal  rings 
is  set  "m  degrees  in  adranoe  of  the  preceding  one.  Each 
core  is  wound  in  the  same  direction  with  six  bobbins  of 
copper  wire,  which  are  each  75  metres  long  and  7.5milU- 
metres  in  diameter,  and  are  so  connected  with  each  other 
that  if  the  bobbins  are  imagined  to  be  represented  in  one 
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plane,  the  end  of  a  preceding  bobbin  is  connected  with  the 
beginning  of  the  succeeding  one,  and  hence  the  entire  num- 
ber of  spools  form  one  single  closed  circuit.  From  each 
junction  of  two  bobbins  a  wire  leads  to  a  corresponding 
segment  of  the  collector,  which  is  formed  just  as  in  the 
machine  of  Itontin,  and  has  as  many  segments  as  the  arma- 
ture has  bobbins. 

The  pole-pieces  of  the  stationary  magnet  are  placed  as 
close  as  is  practicable  to  allow  the  armature  to  rotate.  The 
resistance  of  the  armature  is  1.6  ohm. 
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laimn  c/Bllrti- 


The  field  magnets  have  60  meters  of  copper  wire  of  3.5 
millimetreB  diameter,  and  are  arranged  as  in  the  Siemens 
machine,  one  pole  being  above  and  the  other  below.  The 
resistance  of  the  four  electro-magnet  coils  is  1.S  ohms,  so 
that  the  entire  resistEuice  of  the  machine  is  2.8  ohms.  This 
is  for  a  machine  to  run  three  lights.  The  electromotive 
force  iB  given  as  195  volts  at  ISOO  rotations  per  minute,  and 
at  206^  volts  at  1600  rotations  per  minute,  with  a  resistance 
of  13.16  ohms  in  the  external  circuit. 

The  method  of  generating  the  current  find  directing  it  is 
the  same  as  in  the  Lontin  machine.  The  fastening  of  the 
brushes  which  press  upon  the  collector  is  seen  in  Figs.  265 
and  256.  The  bearings  of  the  machine  are  bolted  to  the 
sides  of  the  magnets.  The  machine  seems  to  be  very  solidly 
built,  and  in  this  respect  is  superior.  It  measures  0.863 
meters  in  length,  0.342  metres  in  height,  and  0.711  metres  in 
width.  It  weighs  about  6.5  hundredweight.  Professor 
Hagenbach  made  experiments  with  a  Biirgin  machine,  built 
by  R.  E.  Crompton,  find  obtained  the  following  result : 


N(X  OF  Lamps. 

Stbbkqth  of  Lioht 

FEE  HORSR-POWER  DI 
NOKHAL  CANDLB8. 

Stdength  of  Light 
OF  EACH  Lamp  in 

NOBMAL  CAMDLE8. 

3 

4 

800 

660 

1360 

700 

390 
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T'l!^.  The  latest  dynamo-electric  machine  of  v.  Befi 
Alteneck,  for  continuous  currents,  is  illustrated  in  ] 
and  260.     On  the  base  A  are  fixed  two  iron  supports  I 
form  of  which  can  be  seen  from  the  drawing. 
these  supports  carries  on  its  interior  side  an  equal  nu 
(n  -\-  2)  electro-magnets,  whose  pole-ends  are  opposite!.! 
at  N  S,  N  S.    The  electro-magnets  are  bo  arranged  e 
of  the  supports  concentrically  to  the  axis  £  of  the  machi 


farlly  in  Lsmgiludimtl  StttHu. 


that  each  one  has  opposite  polarity  to  the  one  turned 
towards  it,  and  also  to  those  two  which  lie  in  the  same 
plane  to  the  right  and  left.  The  wires  of  the  magnets  are 
80  connected  that  they  form  a  single  closed  circuit. 

A  number  n  of  flat  bobbins,  wound  with  insulated  wire 
around  wooden  cores  of  appropriate  form,  are  arranged  in 
two  planes  around  the  axis,  so  as  to  fill  up  the  magnetic 
fleld  between  the  poles  of  the  stationary  magnets.  As  the 
number  of  bobbins  in  one  series  of  these  spools  is  two  less 
than  the  number  of  magnetic  fields,  only  two  diametrically 
opposite  spools  enter  at  the  same  time  corresponding  mag- 
netic fields.    At  the  same  moment  the  remaining  bobbins 
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are  either  approaching  or  receding  from  magnetic  fields. 
The  maxima  of  current  impulses  hence  does  not  take  place 
simultaneously  as  the  armature  rotates,  but   take    place 


by  consecutive  impulses  in  consecutive  periods.    Thd 
of  the  bobbins  are  so  connected  with  each  othorl* 
wire  in  all  the  spools  forms  a  circuit  closed  in  itsett, 
such  a  maimer  Uiat  bj  following  the  wire  of  th**  B 
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of  the  circuit,  earch  has  a  direction  opposite  to  the  previous 
one.  From  the  junctions  between  the  spools,  connecting 
wires  lead  to  one  group  of  the  collector  cylinder.  One  of 
these  is  situated  upon  the  axis  of  the  machine,  and  consists 

of  ^  (o  +  l)  parts,  insulated  from  the  axis  and  from  each 

other,  and  are  all  connected  in  n  groups,  in  such  a  way  that 

each  group  comprises  ^  +  1  parts,  which  are  distant  from 

one  another  by  n  —  1  collector  parts  which  lie  between. 

The  connections  are  led  out  from  the  n  metallic  rings  r, 

ft 
Fig.  259,  by  ^  +  1  star-like  projecting  wires  d,  leading  to 

/« 

the  collector  parts  of  the  respective  group.    The  connecting 

wires  mentioned  above  lead  to  the  rings  r,  but  so  that  the 

consecutive  intermediate  wires  are  in  connection  with  the 

consecutive  rings. 

The  diagram.  Fig.  261,  in  which  n  equals  8,  will  make 

the  whole  plainer.    In  this  diagram,  the  bobbins  interposed 

in  the  circuit  are  shown  in  the  varying  direction  of  their 

convolutions  by  black  and  white  circles,  and  the  magnetic 

fields  of  diflferent  polarity  by  white  and  black  squares ;  the 

collector  cylinders  and  the  metal  disks  by  the  numbers  1  to 

8 ;  the  stationary  springs  pressing  on  the  collector  by  the 

signs  +  and  — ;  the  wires  connecting  the  convolutions  of 

the  bobbins  by  the  lines  drawn  between  them,  1  to  8.    The 

described  connections  between  the  spools  and  collector  cyl- 

finders  have  been  omitted.    They  are  to  be  imagined  as  so 

LCted  that  earCh  of  the  intermediate  wires  1  to  8  is  in 

it  connection  with  each  collector  part  having  the  same 

^,  1,  2,  3,  etc.    The  several  parts  of  the  diagram  are 

Lted  in  correct  angle  in  relation  to  each  other,  but  in 

to  be  plainer  are  moved  out  of  their  actual  position 

id  placed  radially,  instead  of  parallel,  to  the  line  of  rota- 
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The  diagram  shows  plainly  the  mode  of  action  of  the 
machine.  If,  for  example,  the  bobbins  and  the  collector 
cylinder  are  im^^ned  to  be  rotated  in  the  direction  of  a 
clock-hand,  the  momentary  position  of  the  spools  and  the 
collector  cylinder  to  the  nu^fnetic  field  may  be  assumed  in 
any  place  whatever,  and  one  will  always  be  able  to  find 
a  line  passing  through  the  centre  which  divides  the  figure 


Diagram  lietuint  Origin  and  CclUcti 
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into  halves,  in  one  of  which  the  spools  and  the  fields  of 
the  same  color  approach  each  other,  while  in  the  other  half 
this  is  the  case  only  with  those  of  unequal  color.  In  the 
figure,  such  a  position  is  shown  by  the  dotted  line. 

If  now,  simultaneously,  two  consecutive  spools  approach 
the  next  nearest  magnetic  fields  which  have  different  polar- 
ity, current  impulses  of  different  direction  will  be  generated 
in  both  spools,  which  in  consequence  of  the  described  con- 
nection of  the  spools,  will  combine  into  a  current  having 
one  direction.  Hence  it  follows  that  all  spools  of  one  half 
give  a  current  in  the  same  direction  as  the  rotation,  and  the 
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spools  of  the  other  half  a  current  in  the  opposite  direction. 
At  the  points  3  and  7  a  current  can  hence  be  momentarily 
abducted.  These  points,  however,  are  in  connection  with 
the  rings  r,  3,  and  7,  and  through  these  again  with  the  col- 
lector parts  which  are  numbered  3  and  7  respectively.  In 
the  position  shown,  the  two  collector  parts  3  and  7  are  on 
one  side  or  the  other  under  the  eprings,  which  therefore 
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conduct  an  electric  current  into  the  exterior  circuit  which 
connects  them. 

For  every  other  position  of  the  rotating  parts,  it  is  found 
that  the  imaginary  line  mentioned  passes  through  those 
two  points  of  the  interior  circuit  wbich  are  in  connection 
with  the  collector  parts  which  at  the  same  moment  are 
under  the  springs.  Therefore,  it  follows  that  from  the  posi- 
tive pole  to  the  negative  pole  a  continuous  current  is  made 
to  travel. 

From  these  statements  it  will  be  seen  that  the  number 
of  bobbins  and  magnetic  fields  can  be  changed  in  manifold 
ways ;  so,  for  example,  n  —  %  bobbins  can  be  used  for  n 
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bobbins.    By  retaining  the  number  of  magnetic  fields,  say 
n  +  2y  the  number  of  bobbins  can  be  doubled  (2n). 

Doubling  the  bobbins  in  this  way  offers  the  special  ad- 
vantage of  more  nearly  xiniform  pull  of  the  parts,  so  that  the 
action  of  the  machine  is  smoother  and  sparks  on  the  collec- 
tor less  in  number.  The  spools  are  then  so  arranged  in  two 
planes  and  lying  against  one  another  that  they  cover  each 
other  one-half,  as  is  seen  in  Fig.  260. 

In  Fig.  262  a  diagram  analogous  to  Fig.  261  is  shown  for 
such  a  double  machine.  It  will  be  seen  therefrom  that  the 
bobbins  do  not  follow  intermittently,  one  after  another,  but 
are  introduced  gradually,  overlapping  one  another  in  the 
current's  circuit.  Therefore  the  circuit  connecting  the 
spools  appearing  in  Fig.  262  has  a  line  protruding  and  re- 
ceding within  the  circle.  The  collector  cylinder  has  eighty 
parts.  In  the  position  shown,  the  dividing  line  passes 
through  the  connecting  points  3  and  11,  and  the  momentary 
current  directions  are  shown  by  the  arrows. 

Some  of  the  special  advantages  of  the  machine  consist 
in  the  simple  method  of  winding,  and  the  possibility  of 
securing  the  thorough  insulation  of  the  convolutions  from 
the  metallic  parts.  It  is  no  less  important  that  the  spools 
contain  no  iron,  and  hence  a  magnetic  change  of  polarity 
does  not  take  place.  Therefore  the  power  lost  by  changing 
poles  is  avoided,  the  possibility  of  heating  the  machine  is 
lessened,  and  very  effective  cooling  takes  place  by  reason 
of  the  air  circulating  in  and  aroiuid  the  parts. 

[yo.  The  Arag-o  X>isk  I>yiiaiiio.  This 
machine  was  invented  by  Prof.  C.  A.  Seeley,  of  New  York 
City.  It  is  said  to  have  been  improved  by  Mr.  C.  M.  Ball. 
It  was  exhibited  at  the  Paris  Electrical  Exhibition.  The 
machine  resembles  in  principle  the  Hefner- Alteneck  dy- 
namo, p.  390.  The  bi-polar  type  is  illustrated  by  Fig.  254. 
Two  uprights  carry  boxes  for  the  armature  shaft  at  near 
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their  centres,  and  two  cores  for  electro-magnets  equidistant 
from  and  parallel  with  the  shaft.  The  poles  facing  each 
other  have  opposite  polarities,  and  the  two  cores  on  either 
side  of  the  disk  armature  are  of  unlike  polarity.  The  ends 
of  the  cores  are  provided  with  sector-shaped  pole-pieces. 


Within  the  magnetic  field  eo  formed  the  armature  is  rotated. 
This  armature  is  made  up  of  a  hub,  around  which  are 
arranged  six  sector-shaped  bobbins  which,  with  the  excep- 
tion of  space  occupied  by  the  wooden  cores  upon  which  the 
bobbin-wires  are  wound,  nearly  fill  the  disk.    The  wires  are 
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arranged  so  that  they  are  radially  laid  except  at  near  the 
hub  and  at  the  periphery  luider  the  ring  which  serves  to 
hold  the  whole  together  against  the  centrifugal  force  due  to 
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rapid  rotation.  The  coils  are  all  wound  in  the  same  direc- 
tion, but  are  coupled-up  in  such  a  way  that  a  current  pass- 
ing through  them  in  series  would  circulate  in  contiguous 
ones  in  opposite  directions.  A  commutator  is  connected 
iirith  loops  from  the  jimctions  of  the  several  bobbins  ;  and 
the  current  is  passed  around  the  field-magnets  after  the 
dyiiamo-electric  principle,  making  it  a  so-called  series- 
dynamo. 

Fig.  264  shows  a  variation  of  this  machine  which  has  six 
magnetic  poles  on  each  side  of  the  disk,  and  of  alternate 
polarity.  Unlike  poles  are  placed  opposed  to  the  sides  of 
the  disk.  The  connections  between  the  sector-shaped  bob- 
bins of  the  armature  are  as  in  the  bi-polar  machine.  The 
loops  are  carried  to  a  combined  commutator  and  collector, 
resembling  in  principle  that  of  the  Hefner- Alteneck  disk 
machine  for  continuous  currents.    (Page  390.)— K.] 


PART    VI. 

LATER   ALTERNATING   CURRENT  MACHINES  FOR  THE 
PRODUCTION  OF  SEVERAL  DIVIDED  CURRENTS. 

Before  auxiliary  and  differential  lamps  had  been  in- 
vented, the  division  of  electric  light  was  effected  by  pro- 
ducing several  currents,  independent  of  one  another,  and 
into  each  of  these  current-circuits  one  regulator  was  intro- 
duced. Some  of  these  have  already  been  described,  such 
as  those  of  Wallace-Farmer,  Lontin,  etc.  With  the  last 
named  it  is  only  necessary  to  place  several  induction- 
wheels  on  one  shaft  as  an  armature,  and  to  provide  each 
wheel  with  a  separate  current-collector  to  obtain  as  many 
independent  currents  as  there  are  lights  to  be  produced.  It 
is  also  easy  to  arrange  these  so  that  at  will  the  several 
divisions  of  the  armature  can  be  united  with  one  another 
by  means  of  a  commutator,  or  switch,  and  a  current  pro- 
duced which  is  equal  to  the  sum  of  all  the  single  currents. 
All  of  the  machines  we  have  just  mentioned,  however,  pro- 
duce currents  having  one  direction  only.  At  the  same  time, 
however,  it  was  the  general  opinion,  as  well  as  that  of  Lon- 
tiriy  that  machines  giving  alternating  currents  were  the 
most  advantageous  for  the  production  of  electric  light. 
The  advantages  which  exist  for  alternating  currents  we 
have  previously  mentioned  (page  107).  Now,  however,  there 
seems  to  be  no  doubt  that  machines  which  give  continuous 
direct  currents  are  better  adapted  for  use  in  public  illumina- 
tion and  in  the  conservation  of  power  than  those  which 
give  alternating  currents.     Such  men  as  Crompton  and 
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Schuckert  assert  that  alternating  current  machines  can 
never  compete  with  those  giving  currents  of  one  direction, 
because  the  latter  are  said  to  give  more  light  under  si9iilar 
circumstances.  But  Lontin,  from  his  point  of  view,  con- 
structed alternating  current  machines  which  generated 
several  small  currents,  and  which  have  great  similarity  to 
the  marchine  of  Holmes. 

80.  Hiontin's  Altemating-  CniTent 
IMiaeliine.  This  machine  is  shown  in  Fig.  265.  It  con- 
sists of  a  hub  a,  upon  which  are  placed  radially  twenty-four 
electro-magnetic  arms  A  A.  The  wire  of  these  electro- 
magnets is  so  connected  that  it  forms  one  continuous  cir- 
cuity  only  interrupted  at  two  ends,  and  these  ends  are 
fastened  upon  two  contact  rings  or  cylinders,  which  are 
well  insulated  from  each  other  and  from  the  shaft  on  which 
they  are  placed.  There  is  an  outer  ring,  upon  which  are 
fastened  radially,  but  converging  toward  the  centre,  twenty- 
four  shorter  electro-magnets  B  B,  etc.  These  are  connected 
alternately  in  pairs.  In  the  neighborhood  there  is  placed 
one  of  Lontin^s  dynamo-electric  machines,  the  current  from 
which  is  conveyed  to  the  movable  electro-magnets  A  by 
brushes,  or  springs,  g  and  g'.  One  of  these  brushes  bears 
upon  one  of  the  insulated  cylinders,  and  the  other  upon  the 
second  cylinder.  The  current  energizes  these  electro-mag- 
netSy  so  that  they  are  of  alternate  north  and  south  polarity. 
By  means  of  a  pulley,  not  shown,  this  central  armature,  or 
wheel  of  electro-magnets,  is  rotated,  and  induces  currents 
of  electricity  in  the  electro-magnets  B,  which  currents  have 
alternately  positive  and  negative  direction  as  each  magnet 
A  passes  by. 

The  maimer  of  taking  the  current  from  the  machine,  and 
of  dividing  it,  is  as  follows :  The  wire  ends  of  the  single 
magnets  B  B  are  not  directly  connected  with  each  other, 
but  lead  separately  to  opposite  sides  of  the  machine,  one  set 
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of  ends  to  M,  where  a  movable  contact  arrangement  or 
switch  is  fastened,  and  the  other  set  of  ends  leads  to  N. 
From  M  and  K  the  circuit  L  L'  is  conducted,  in  which  cir- 
cuit the  current  does  its  work.    The  switch  at  M  has  as 


many  branches  as  the  number  of  currents  to  be  conducted 
from  the  machine,  or  as  the  number  of  electric  lights  to  be 
supplied.  The  number  of  these  circuits  depends  upon  the 
construction,  and  upon  the  niunber  of  magnets  B.  In  the 
arrangement  shown  in  Fig.  265,  two  of  these  electro-magnets 
deliver  a  current,  so  the  twenty-four  magnets  constitute 
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Irwelve  circuits,  all  independent  of  each  other.  Each  switch 
bas  two  insulated  binding-posts  m  m\  which  can  be  con- 
nected at  will.  At  the  binding-post  m  the  current  leaves 
the  machine,  and  if  I  be  depressed  enters  the  circuit  L  at 
m\  Besides  this  arrangement,  each  contact-closer  contains 
another  arrangement  by  which  it  can  be  immediately  con- 
nected with  its  neighbor,  so  that  it  is  possible  to  so  connect 
all  the  circuits  as  to  form  a  single  circuit  at  will.  On  the 
opposite  side  N  of  the  machine  a  number  of  binding-posts 
are  situated,  in  which  the  other  ends  of  the  wires  of  the 
electro-magnets  B  are  fastened.  The  great  advantage  of 
this  machine  is  the  facility  with  which  independent  cur- 
rents of  different  strengths  can  be  taken  from  one  appara- 
tus and  employed  for  the  production  of  several  electric 
lights  of  different  sizes,  and  because  no  contact  brushes  nor 
commutators  are  required,  with  their  losses  from  friction 
and  wear. 

With  a  speed  of  rotation  of  300  turns  per  minute,  the 
machine  supports  12  separate  circuits.  Each  of  these  cir- 
cuits contains  a  light  equal  to  100  carcel  burners.  With  150 
rotations,  if  3  circuits  each  of  8  electro-magnet  coils  are 
formed,  3  lights  are  supported,  each  equivalent  to  200  carcel 
burners. 

Special  arrangements  are  made  to  prevent  overheating 
of  the  machine,  which  would  result  at  times  when  only  a 
few  of  the  currents  were  used  in  the  main  ;  the  currents  not 
to  be  utilized  are  passed  through  resistance  apparatus  equal 
to  resistance  of  the  lights. 

One  of  the  larger  machines  of  this  kind  served  to  illumi- 
nate the  railroad  depot  at  Lyons,  where  it  fed  31  lamps 
placed  at  different  points,  and  each  gave  a  light  equal  to  46 
carcel  burners.  We  were  unable  to  ascertain  how  much 
power  was  used  for  running  the  machine.  In  another  ma- 
chine of  this  kind,  which  fed  24  single  lights  of  200  Carcel 
burners,  or  48  lights  of  100  Carcel  burners,  the  expenditure 
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of  power  was  from  20  to  33  horse-power.  With  smaller 
machines,  of  300  to  400  Carcel  burners,  almost  6  horse- 
power was  requisite.    Since  then,  Lontin  has  made  impor- 


tant improvements  in  his  machine,  by  which  it  is  possible, 
during  the  working  of  the  machine,  to  change  the  strength 
of  the  currents  by  hand,  that  they  may  run  in  one  direction 
constantly,  or  alternately,  as  may  be  desired  ;  also,  so  the 
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currents  may  be  connected,  and  run  either  in  one  circuit, 
or  through  separate  ones. 

The  great  progress  which  had  been  made  in  the  division 
of  electric  light  by  Lontin^s  machine,  in  part,  as  well  as  the 
numerous  applications  of  the  Jablochkoff  candles,  induced 
Oramme  to  lay  aside  for  a  time  his  efforts  to  improve  his 
dynamo-electric  machine,  and  concentrate  his  attention  on 
the  construction  of  a  magneto-electric  machine  for  alter- 
nating currents.  He  followed  in  the  main  the  typical  forms 
which  are  given  in  the  machine  of  the  SocieU  F Alliance 
and  that  of  Holmes  for  the  production  of  alternating  cur- 
rents, but  without  simply  copying  them.  On  the  contrary, 
the  details  of  this  new  Qramme  machine  present  such 
advantages  that  the  inventor  is  entitled  to  much  credit. 

81.  Oiramnie's  ]\Jacliiiies  for  -A^ltei?- 
natingf  Omn^ents.  One  of  these  machines  is  repre- 
tsented  in  Fig.  267,  in  longitudinal  section  ;  and  in  Figs.  267 
and  268  partly  in  cross-section  through  the  lines  A  B  and 
B  C ;  and  in  Fig.  270  in  diagram,  for  the  purpose  of  illus- 
trating the  course  of  the  circuit.  [The  measurements  on 
Figs.  267  and  268  are  in  millimetres.— K.] 

Description :  (1),  two  strong  circular  side  walls  D,  well 
fastened  to  each  other  by  eight  cylindrical  cross-bolts  of 
copper ;  (2),  a  steel  axis  F,  upon  which  eight  electro-magnet 
cores  K  K  are  fastened,  by  means  of  a  cast-iron  ring  I 
and  two  eight-sided  cast-iron  hubs  H  H ;  (3),  a  niunber  of 
bobbins  of  copper  wire  abed,  wound  closely  and  placed 
near  tg  earCh  other  upon  a  ring  of  soft  iron,  or  upon  an 
equal  number  of  segmental  pieces  of  soft  iron,  and  held 
together  on  the  outside  by  a  copper  ring ;  (4),  two  cylinders 
N  fastened  upon  the  axis,  and  insulated  therefrom,  upon 
which  two  wire  brushes  P,  one  upon  each,  press ;  (5),  two 
thin  disks  T,  which  serve  the  purpose  of  protecting  the 
armature  and  strengthening  it  at  the  same  time ;  (6),  a  base 
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B  upon  which  the  entire  frame  of  the  machine  rests ;  (7),  a 
covering  of  mahogany,  perforated  for  good  ventilation ; 
(8),  a  number  of  smaller  parts,  having  for  their  objects  in- 


crease of  the  stabilitj  of  the  machine,  to  protect  and  oil  its 
movable  portions,  and  to  insure  regularity  of  running. 
The  electro-magnets  obtain  the  electric  current  necessary 
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to  ma^etize  them  through  two  wire  brushes  P  and  the 
cylinders  N.  As  a  rule,  this  current  is  delivered  by  a  com- 
mon Oramme  machine  for  direct  currents,  but  any  other 
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Strong  source  of  electricity  may  be  used,  as  in  the  machine 
of  Lontin.  A  Qramme  armature  may  be  fastened  on  the 
axis  F,  and  rotate  with  it. 

The  eight  electro-magnets  are  fastened  at  equal  dis- 
tances upon  the  axis  F,  and  are  provided  with  plates  which 
extend  their  polar  surfaces  so  that  there  is  but  a  small 
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Space  between  the  poles.  As  the  bobbins  are  wound  in 
opposite  directions,  the  neighboring  ones  will  have  opposite 
polarity,  so  that  a  north  pole  will  have  a  south  pole  on 
either  side,  and  vice  versa.  The  thirty-two  wire  bobbins 
abed  are  insulated  from  each  other,  and  each  deliTers  its 
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ends  to  two  ineutated  binding-posts  e  e'.  Fig.  369,  so  that  it  is 
possible  to  take  from  the  machine  thirty-two  single  currents, 
independent  of  each  other,  or  by  appropriately  connecting 
the  binding  posts,  sixteen,  eight,  or  even  only  four  cur- 
rents, but  of  course  of  greater  strength.  This  is  now  done 
in  the  illumination  of  the  Hippodrome  and  the  Place  de 
rOpera,  etc.,  in  Paris.  When  the  machine  is  set  in  motion, 
the  strong  radial-magnet  poles  move  closely  by  the  wire 
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"bobbins  abed,  and  thereby  cause  induction  currents  in 
the  latter  (Sections  8  and  11),  the  intensity  of  which  de- 
pends upon  the  strength  of  the  magnet  poles  and  the  rapid- 
ity of  rotation.  The  strength  of  the  current  in  each  of  the 
bobbins  designated  by  the  same  letter  is  the  same.  If, 
therefore,  it  is  desirable  to  take  four  single  currents  from 
the  machine,  it  is  only  neceBsary  to  connect  in  series  the 
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eight  bobbins  of  the  same  letter,  making  four  series  of  eight 
each.  These  four  groups  will  each  deliver  a  current  having 
a  tension  eight  times  as  great  as  that  of  the  current  from  a 
single  bobbin. 

If  a  magnetic  north  pole  approaches  a  bobbin,  a  current  is 
generated  in  the  latter  having  a  certain  direction  ;  the  neigh- 
boring pole  being  a  south  one,  approaches  a  neighboring 
bobbin  in  which  a  current  of  opposite  direction  is  generated. 
If,  therefore,  it  is  desired  to  arrange  the  machine  in  such  a 
18 
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manner  that  in  all  bobbins  of  like  position^  for  example^  a, 
a  current  of  one  direction  shall  be  simultaneously  gener- 
ated, the  wire  of  these  bobbins  must  be  alternately  wound 
in  opposite  directions.  If,  however,  it  is  desirable  to  have 
currents  of  opposite  direction  simultaneously  in  all  bobbins 
having  the  same  position  relatively  to  the  inducing  nuignet 
poles,  the  direction  of  the  wire  must  be  the  same. 

Oramme  has  constructed  three  different-sized  large  ma- 
chines according  to  this  system.  The  first  supplies  sixteen 
Jablochkoff  candles ;  it  requires  sixteen  horse-power  to  run 
it,  including  that  expended  upon  the  Oramme  machine 
which  is  used  for  magnetizing  the  electro-magnets.  The 
two  machines  cost  $2000.  It  measures  over  all  89  centi- 
metres in  length,  76  centimetres  in  width,  and  78  centime- 
tres in  height,  and  occupies  a  space  of  \  cubic  metre.  Its 
maximum  rapidity  of  rotation  is  600  per  mnui^^  It  has  a 
total  weight  of  660  kilogrammes.  The  weight  of  the  copper 
wire  on  the  apparatus  is  103  kilogrammes. 

The  second  machine  supplies  six  Jablochkoff  candles, 
and  requires  six  horse-power  to  run  it,  including  the  power 
of  the  Oramme  charging  machine.  It  costs  $1000.  It 
measures  70  centimetres  long,  40  centimetres  wide,  and  b'Z 
centimetres  high,  and  occupies  a  space  of  0.15  cubic  metres. 
It  makes  700  rotations  per  minute,  and  weighs  280  kilo- 
grammes ;  the  copper  wire  weighs  40  kilogrammes. 

The  third  machine  feeds  but  four  Jablochkoff  candles : 
it  requires  four  horse-power,  inclusive  of  the  charging  ma- 
chine. The  cost  of  both  machines  is  $700.  Its  length  is  55 
centimetres,  its  width  40  centimetres,  its  height  48  centi- 
metres, and  it  occupies  a  space  of  0.11  cubic  metres.  It 
makes  800  rotations  per  minute  and  weighs  190  kilo- 
grammes ;  the  weight  of  effective  copper  wire  is  28  kilo- 
granmies. 

If  a  comparison  be  made  between  the  Ghramme  systems  of 
alternating  currents  and  continuous  currents,  the  following 
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differences  in  construction  and  efficiency  will  be  found. 
In  machines  of  the  latter  kind^  wire  bobbins  without  end, 
wound  upon  an  iron  ring,  rotate  close  by  the  poles  of  a 
permanent  or  electro-magnet.  The  main  parts  of  construc- 
tion are  this  ring  or  armature,  a  current  collector,  and  an 
electro-magn6t  with  opposite  poles ;  the  result  is  a  contin- 
uous current,  constant  under  equal  rapidity  of  rotation, 
and  of  one  direction.  The  principle  of  the  former  machine 
consists  in  the  rotation  of  the  electro-magnets  and  their 
direct  action  upon  stationary  wire  bobbins.  The  essential 
parts  of  the  construction  are  electro-magnets  with  simple 
poles  and  single  wire  bobbins,  separated  and  well  insulated 
from  each  other,  the  convolutions  of  which  may  have  the 
same  or  opposite  direction  ;  the  result  is  a  system  of  revers- 
ing currents,  as  in  the  Alliance  machines,  etc. ;  they  may 
be  used  for  the  production  of  the  electric  arc  light,  and  are 
requisite  for  supplying  the  currents  to  Jablochkoff  candles. 

In  the  alternating  current  machine  which  Gramme  made 
in  1878,  he  energized,  or  "charged,"  the  movable  armature 
by  means  of  a  special  auxiliary  machine  giving  continuous 
currents.  Such  an  arrangement  made  transportation  more 
difficult  and  complicated,  and  had  some  disadvantages  in 
respect  to  uniformity  of  the  current  which  produced  the 
light  in  the  electric  candles.  Therefore,  he  united  the 
movable  parts  of  both  machines  on  one  axis.  This  made  a 
better  and  cheaper  machine,  which  insured  greater  uni- 
formity of  action. 

While  the  arrangement  for  producing  alternating  cur- 
rents with  six  electro-magnets  remained  the  same  as  in  the 
previous  one,  the  machine  differed  from  the  older  one  in 
combining  the  radial  cores  so  as  to  make  two  compound 
magnet  poles,  in  the  field  of  which  the  Ghramme  ring  is 
rotated,  inducing,  as  in  the  continuous  current  machine, 
two  poles  in  the  ring  armature.  (See  Fig.  271.)  The  cur- 
rent generated  in  the  armature  is  passed  through  a  variable 
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resistance  coil,  so  that  the  current  may  be  Taried  in  well- 
known  way.  The  convolutions  of  the  wire  are  so  arranged 
that  they  may  be  coupled  as  a  single  wire  in  series,  or  as 


two  or  more  wires  in  multiple  arc,  so  as  to  produce  either  a 
current  of  tension  for  small  candles,  or  a  current  of  inten- 
sity for  larger  candles. 
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These  machines  are  now  constructed  of  two  sizes.  The 
smaller  ones  weigh  280  kilogrammes,  and  supply  12  candles 
of  %  to  30  Carcel  burner  size,  or  8  of  40  to  60  burner  size. 
The  larger  machines  weigh  470  kilogrammes,  and  supply  24 
candles  of  20  to  30,  or  16  of  40  to  50  burner  size.  The  four 
first  experiments  given  in  the  table  above  were  made  with 
a  small  machine  driven  by  an  Otto  gas  engine,  and  the 
coils  were  so  connected  that  they  formed  2,  3,  and  4  separate 
current  circuits.  The  power  needed  to  drive  them  was 
measured  by  a  Prony  brake.  The  candles  had  carbons  of 
4  millimetres  diameter,  and  they  burned  for  two  hours. 
The  experiments  5  to  7  were  made  with  the  same  machine, 
having  the  coils  connected  in  series  as  one  circuit.  The 
candles  had  carbons  of  3  millimetres  diameter,  and  burned 
for  H  hours.  The  division  of  the  light  could  have  been 
continued  still  further,  but  by  decreasing  them  to  20  burner 
size  the  light  lost  much  in  regularity  of  power.  The  experi- 
ments 8  and  9  were  made  with  a  small  machine,  which  was 
driven  by  a  steam  engine  varying  greatly  in  speed.    Sev- 
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eral  candles  were  extinguished  during  the  course  of  the 
experiments.  This  would,  however,  have  been  avoided  by 
slightly  increasing  the  rapidity  of  rotation.  The  experi- 
ments 10,  11,  and  12  were  made  by  the  Soci^U  Jablochkoff, 
in  Paris,  at  their  shops,  with  large  machines.  All  the  ex- 
periments demonstrated  that  the  new  machines  gave  a 
much  steadier  light  than  the  ones  of  the  year  1878. 

83.  The  Jal>loclikofr  A.lteniatiiigr- 
Cixn^ent  jMacliine  is  shown  in  Fig.  272.  It  differs 
from  the  Gramme  Alternating  Machine  mainly  in  the  form 
of  its  rotating  electro-magnets  which  are  shown  in  Fig.  273. 
These  consist  of  eight  arms  radiating  from  a  common  axial 
hub,  but  which  are  given  a  helical  turn  about  the  hub,  and 
wound  with  insulated  wire. 

As  it  would  be  difficult  to  form  these  screw-shaped  in>|pi^ 
nets  of  one  piece,  each  is  built  up  of  a  number  of  iron  i>latl|iM 
having  the  form  of  a  wheel  of  eight  spokes  withoiat  tin  Mfl| 
felloes.    Each  plate,  or  form,  is  from  3  to  4  Tnillinietoitf^- 
thick.    The  required  number  are  set  upon  the  shaft  and 
fastened  by  bolts  after  each  disk  has  been  moved  a  Uttte 
forward  of  the  previous  one  in  order  to  get  the  helical  shape. 
Fig.  273  shows  this  very  plainly.    A  step-shaped  sur&ce  is 
produced,  but  which  is  smoothed  off  with  a  file.    The  eight 
arms  are  covered  with  insulated  copper  wire  3.7  millimetres 
in  diameter.    Usually  the  arms  1, 3,  5,  and  7  are  in  one,  and 
2,  4,  6,  and  8  in  another  current  circuit.    The  connecticMis 
are  so  made  that  the  first  group  receives  north  polarity   - 
and  the  second  group  south  polarity,  so  that  adjacent  arms 
have  opposite  polarity.    The  current  from  a  small  Oramme 
machine  is  used  to  excite  the  magnet. 

The  armature  of  this  machine  consists  of  16  parts.  The 
core  of  each  of  these  parts  is  made  up  of  a  number  of  sheet- 
iron  strips  one  millimetre  thick,  which  are  separated  by 
strips  of  paper.    This  built-up  core  is  wound  with  insulated 
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copper  wire  in  a  direction  perpendicular  to  the  length  of  the 
Btrips.  The  two  free  ends  of  the  wire  are  fastened  to  two 
screws  insulated  in  the  iron  core.    The  sixteen  parts  are 
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then  placed  in  a  circle,  like  barrel  staves,  with  their  ends 
on  two  brass  head-plates,  thus  forming  a  hollow  cylinder 
within  which  the  before  described  curiously  shaped  electro- 
magnet is  rotated.    The  wire  of  the  armature  pieces  is  so 
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wound  that  it  is  parallel  with  the  direction  of  the  rotation 
of  the  electro-magnet. 

The  dimeneions  of  -the  parts  of  the  armature  are  so  cal- 
culated that  each  can  produce  a  current  capable  of  supply- 
ing a  Jablochkoff  candle.  Each  of  these  parts  contains  44 
metres  of  copper  wire  of  two  millimetres  diameter  and  0.3 
ohm  resistance.  A  machine  having  16  parts  can  supply  16 
candles.  Large  machines  with  33  parts  for  33  candles  are 
built.  Generally  the  wires  are  led  from  the  screws  on  each 
part  directly  to  the  candle.  By  this  arrangement  every 
candle  bums  independently 
of  the  others,  and  can  be  ex- 
tinguished without  affecting 
the  others.  Any  number  of 
parts  may  have  their  wires 
connected  in  series  to  form 
one  circuit  of  higher  tension. 
In  order  to  bum  16  Jabloch- 
koff candles  as  high  as  60 
normal  candles,  the  electro- 
magnet must  be  run  at  a 
speed  of  760  rotations  per  minute,  and  then  it  absorbs  u 
horse-power.  The  entire  machine  is  fastened  in  a  cast- 
iron  frame  which  is  0.61  metre  long,  0.50  metre  wide,  and 
0.64  metre  high.  The  weight  of  the  entire  machine  is  350 
kilogrammes. 

H3.  I^lie  A-lternating^  Oun-ent  :Ma- 
chines  of  Siemens  &.  HalsUe.  In  these  ma- 
chines the  magnetic  field  is  produced  by  two  crowns  of  elec- 
tro-magnets having  iron  cores  arranged  so  that  the  electro- 
magnets have  their  unlike  poles  opposed  to  each  other  both 
horizontally  and  on  the  circular  lines  along  which  they  are 
placed.  Between  the  two  aunularly-arranged  sets  of  poles 
there  is  a  space  in  which  the  armature  is  revolved  armind  its 
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axis.  This  armature  consists  of  a  series  of  bobbins  arranged 
at  equal  distances  concentrically  aroimd  the  axie  which  is 
common  to  both  armature  and  crowns  of  electro-magnets. 
These  bobbins  are  usually  fastened  to  a  disk  which  is  rotated 
so  as  to  carry  the  bobbins  between  the  opposed  poles  of  the 
two  crowns  of  electro-magnets.  Currents,  such  as  we  have 
considered  in  g  11,  are  generated  in  the  bobbins,  having 
alternately  one  and  the  other  direction. 

In  order  to  prevent  these  currents   from   neutralizing 
each  other,  as  they  would  if  the  bobbins  were  connected 
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in  regular  order,  the  wire-ends  are  connected  so  that  the 
wires  of  alternate  ones  have  one  common  direction  of 
winding  and  the  intermediate  ones  have  in  common  the 
other  direction.  This  is  shown  in  Fig.  274.  In  the  new 
Sifonens  Machine,  illustrated  by  Fig.  275,  the  armature  bob- 
bins are  wound  on  wooden  cores  and  contain  no  iron,  be- 
cause, on  account  of  the  great  intensity  of  the  magnetic 
field  and  the  rapid  changes  of  polarity,  the  Foucault  cur- 
rents in  iron  cores  would  cause  great  loss  of  power  in  the 
production  <A  unnecessary  heat.    In  the  large  machines  the 
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bobbins  are  isolated  (not  insulated)  by  thin  plates  of  Gfer- 
man  silver,  which  are  perforated  to  allow  circulation  of  air. 
[In  the  machine  now  made  these  plates  are  of  a  star-like 
shape,  one  on  each  side  of  each  bobbin,  and  bound  together 
with  cross-bolts.     They  serve  to  preserve  the  shape  of  the 
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bobbins  and  to  fasten  them  in  position.  They  were  formerly 
made  the  shape  of  the  bobbins  and  were  perforated  as 
stated.  But  local  currents  were  generated  in  them — the 
probable  reason  for  the  change. — K.]  The  beginning-end 
of  the  wire  of  the  first  bobbin  is  taken  to  an  insulated 
metallic  ring  on  the  shaft  ^id  the  terminating-end  of  the 
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last  bobbin  is  taken  to  a  like  ring  ;  so  that  there  is  a  con- 
tinuous circuit  from  one  ring  to  the  other  through  the  con- 
volutions of  the  bobbins,  but  open  in  the  space  on  the  shaft 
between  the  rings.  A  brush  presses  on  each  ring,  and  each 
brush  has  electric  connection  with  a  binding  post  to  which 
the  wires  leading  to  the  external  circuit  are  attached.  In 
this  way  currents  are  produced  in  the  external  circuit  hav- 
ing a  rapidly  to  and  fro  movement,  but  unsuitable  for 
charging  or  exciting  the  field  electro-magnets.  The  ma- 
chine is  therefore  excited  by  another  machine  which  yields 
currents  of  constant  direction.  For  this  purpose  the  Sie- 
mens continuous  current  machine  (p.  317)  is  used.  Fig.  275 
shows  the  manner  of  combining  these  two  machines. 

At  one  time  these  machines  were  made  self -exciting,  by 
taking  the  currents  from  a  number  of  the  bobbins,  and  by 
means  of  a  commutator  and  connections  turning  their  cur- 
rents in  one  direction  through  the  wires  of  the  spools  of  the 
fleld-magnets.  This  plan  was  abandoned  because  the  sys- 
tem we  have  just  described  gave  better  results. 

As  all  the  armature  bobbins  are  at  all  times  in  the  same 
Telative  position  to  the  field  magnet  poles,  t.  e.,  reach  or 
leave  them  simultaneously,  it  is  plain  that  they  may  be 
connected  either  in  series  or  in  multiple  arc,  according  to 
irheiher  currents  of  high  or  low  tension  are  desired.  Sev- 
eral independent  circuits  can  be  supplied  by  the  same  ma- 
chine; to  do  so  the  armature  bobbins  must  be  separated 
into  as  many  groups  as  there  are  circuits  to  be  supplied  with 
currents,  and  the  beginning  and  terminating  ends  of  each 
group  must  be  connected  with  its  special  rings  on  the  shaft, 
and  their  accompanying  brushes  and  connections.  The 
machine  shown  in  Fig.  275  is  arranged  for  two  external  cir- 
cuits. [Either  the  terminating  or  beginning  ends  of  the 
several  groups  may  be  brought  to  one  common  ring,  while 
the  individual  other  ends  must  ha^e  each  a  ring.  In  this 
case  the  external  circuits  must  have  like  connections. — K.] 


DTNAMO-BLBCTRIC    MACHINE 


The  following  table  gives  particulars  about  the  several 
'  sizes  of  machines  which  are  made  : 


Ttpe  of  Machine. 


Arc  lamps  of  400ckndle8 

Ampirei  ot  carrent  In  lamps 

AmpSre«  of  correal  In  magnet  coils. 

Armatare  bobbins 

Resiataoce  ot  e*cb  bobbin  in  ohms. . 

B.  H.  F.  of  escb  bobbin  in  volts 

Nnmlwr  of  rotation  per  minute 

Hone-power. 


Another  fonn  of  alternating  current  machine  made  by 
Siemens  &  Halske  is  shown  in  Figs.  276  and  277.    On  a  cast- 


iron  base-plate,  A,  are  two  circular  vertical  frames,  B,  of 
iron,  on  each  of  which  are  fastened  eight  electro-magnets, 
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C.  The  pole^pieces  F  are  of  wedge-shape  soft  iron.  The 
magnets  are  arranged  as  in  the  last-described  machine,  but 
the  armatsre  is  materially  different.  The  core  D  is  an  iron 
ring,  which  may  be  made  of  one  piece  of  soft  iron,  but  it  is 
usually  built  up  of  iron  sheet  or  wire.  The  ring  carries  eight 
bobbins  of  rectangular  shape,  des^nated  by  S.  The  con- 
Tolutions  of  the  bobbins  are  of  insulated  copper  •wire  wound 
around  the  ring  radially.  The  ring  armature  is  attached  to 
the  spider  I,  which  has  eight  arms  and  is  keyed  to  the  shaft 


SAmtnt  br  Hsttt.-t  Dfi 


E.  The  wires  of  the  electro-magnets  are  connected  together 
in  series  and  their  two  extreme  ends  are  conducted  to  the 
collector  O,  through  the  brushes,  one  of  which  is  shown  at 
K.  Two  of  the  armature  bobbins  are  used  to  furnish  cur- 
rent to  excite  the  field  electro-magnets.  The  current  from 
them  is  commutated  at  G  for  the  purpose.  A  series  of  con- 
tact rings,  insulated  from  each  other  and  the  shaft  E,  are 
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mounted  on  the  latter,  and  the  ends  of  the  wire  of  the  arma- 
ture bobbins  axe  put  into  proper  connection  with  them. 
Springs,  or  brushes,  K,  serve  to  conduct  the  currents  from 
the  rings  te  the  external  circuits. 


Ji^Utklaff  Lamf,  AUtrmUit^Cttrrtnt  Matkimt.  amd  Ditn*m*-BUctric  CkartiufMa 


S4:.  The  Levett-lVTuUer  IMachine.  This 
machine  was  devised  for  the  purpose  of  producing  several 
currents  at  once,  having  different  intensities  and  tensions. 
One  of  these  currents  is  used  to  excite  the  field  magnets, 
another  for  arc-lighting,  another  for  incandescent  lighting, 
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and  a  fourth  for  electroplating  or  electrotyping.  Each  cur- 
rent ifi  independent  of  the  others,  and  can  be  regulated  as 
desired.  The  armature  is  rotated  between  the  opposed 
poles  of  two  crowns  of  electro-magnets  B,  Fig.  279.  There 
are  twelve  poles  or  six  magnets.  The  armature  contains 
either  twelve  or  twenty-four  bobbins,  which  are  divided 
into  groups  of  six  each.  This  number  corresponds  with  the 
number  of  field  magnets.  There  are  as  many  groups  of 
bobbins  as  there  are  currents  to  be  produced— two  in  the 


Lmtl-MuIUr  Matkint. 


figure.  [The  figure  is  a  section  showing  one-half  of  the 
machine. — E.]  The  bobbins  are  constructed  of  a  size  and 
length  of  insulated  wire  suitable  for  the  desired  strength 
and  tension  of  current.  As  the  consecutive  magnetic  fields 
are  of  alternating  polarity,  the  consecutive  bobbins  are 
wound  in  opposite  directions,  but  the  consecutive  bobbins 
of  each  group  are  wound  in  the  same  direction. 


Hi  PTNAHO-BLECTBIC    UACHIMBB. 

The  endB  of  the  wires  of  each  group  of  bobbins  are  car- 
ried to  the  divisions  of  a  commutator,  so  that  there  are  as 
many  conunutators  and  pairs  of  brushes  as  there  are  cir- 
cuits. 


taeiaiHi/t'i  Mlimatint  Can 


SS.     rriie    X^achauss^e    IVIachine.     This 

differs  from  the  Siemens  Machine  in  the  practice  of  rotating 
the  crowns  of  electro-magnets,  while  the  armature  is  kept 
stationary  between  the  crowns.    The  electro-mt^nets  have 
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an  elliptical  shape,  with  the  long  diameter  of  the  ellipse 
placed  radially  to  the  shaft  of  the  machine.  The  cores  are 
made  up  of  very  thin  sheet-iron,  for  the  purpose  of  avoiding 
undue  heat,  and  the  ventilation  or  circulation  of  air  for 
cooling  is  well  provided  for.  Each  bobbin  of  the  armature 
is  mortised  into  a  wooden  block,  as  shown  in  Fig.  381. 
These  blocks  fit  into  openings  in  the  drum  which  encircles 
the  poles  of  the  electro-magnets  of  the  two  crowns.    The 


ordinary  machine  has  twelve  electro>magnet  poles  on  each 
crown,  and  twelve  bobbins  on  the  armature.  The  free  ends 
of  the  bobbins  lead  to  a  system  of  twenty-four  binding- 
posts,  which  axe  insulated  on  a  plate  fastened  on  top  of  the 
drum.  From  these  binding-posts  the  wires  to  the  external 
circtdts  are  led.  At  these  also  any  combination  of  circuits 
for  intensity  or  tension  can  be  made. 

While,  as  stated  at  the  beginning  of  this  Fart,  alter- 
natii^  current  machines  do  not  utilize  the  power  applied 
to  them  as  efficiently  as  do  the  continuous-current  machines, 
they  seem  to  have  the  advantage  of  being  built  of  any  size. 
Very  lai^  continuous  current  machines  have  not  suc- 
ceeded ;  the  large  Edison  machines  have  not  been  indis- 
putably successful.  But  alternating  current  machines  have 
been  built  recently  which  enable  us  to  draw  the  conclusion 
that,  in  all  probability,  that  kind  of  machines  may  he  made 
of  any  size. 
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SO.  Grordon's  J^ltern acting-  dinrent 
IVfacliiiie.  This  is  the  largest  machine  yet  built,  and  is 
capable  of  supplying  from  5000  to  7000  Swan  incandescent 
lamps  of  twenty  candle-power  each.  It  was  constructed  by 
the  Telegraph  Construction  and  Maintainance  Company  at 
Greenwich,  England,  after  a  model  which  may  be  followed 
in  a  still  larger  construction.  This  point  is  of  great  impor- 
tance, and  is  too  often  overlooked  by  inventors.  With  a 
small  machine,  the  metallic  parts  may  be  so  arranged  tiiat 
they  exert  electrically  and  magnetically  no  deleterious 
effect,  without  weakening  the  mechanical  construction  to 
any  considerable  extent.  But  a  machine  which  uses  600  to 
1000  horse-power  must  have  its  moving  parts  made  solid 
and  secure.  It  would  be  difficult  to  obtain  the  necessary 
solidity  if  no  other  metal  than  circuit  wires  were  applicable 
for  the  armature. 

In  OordorCs  machine,  the  field  electro-magnets  are 
moved  while  the  bobbins  which  form  the  armature  are  sta- 
tionary. In  that  way  the  difficulty  of  constructing  a  com- 
mutator for  currents  of  1000  to  10000  ampdres,  or  more,  is 
avoided. 

The  machine  has  a  strong  shaft,  to  which  two  disks  A  of 
boiler-iron  are  keyed.  The  disks  are  2.67  metres  in  diam- 
eter, are  placed  back  to  back,  and  are  stiffened  and  braced 
by  plates  of  iron  B.  Figs.  282,  283,  284,  and  285  illustrate 
the  machine.  Fig.  282  is  a  perspective,  and  283  a  side  view, 
one  half  in  section.    Fig.  284  is  a  longitudinal  section. 

The  two  large  disks  carry  a  series  of  thirty-two  electro- 
magnets, arranged  concentrically  near  their  periphery. 
The  electro-magnets  have  polarities  of  alternate  order.  The 
magnet  cores  are  made  of  wrought  iron,  and  penetrate  the 
combined  disks,  so  that  one  pole  is  on  one  side  of  the  disk, 
and  the  other  pole  on  the  other  side.  The  insulated  wire  is 
wound  on  brass  spools,  which  are  slipped  over  the  cores, 
and  these  latter  have  wedge-shaped  pole-pieces  of  boiler 


ALTBRNATINO    CUBRENT    MACHINES.  437 


drJeit'i  Alltmalt-t  Cirml  itaclHM. 


on.    The  wire  of  the  spools  has  a  diameter  of  4.7  millime- 
'es,  and  is  provided  with  a  double  coating  of  cotton  soaked. 
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in  Bhellac  and  painted  with  asbestoB  paint.    Layers  of  wood 
separate  the  spools  from  the  disk. 

The  armature  thus  constructed  is  rotated  between  two 
circular  rows  of  stationary  bobbins,  at  a  distance  of  3  milli- 
metres from  them.    The  bobbins  are  supported  on  each  side 


of  the  machine  by  a  cast-iron  frame  which  consists  of  three 
pieces,  one  of  which  is  removable,  as  shown  at  the  top  of 
the  machine  in  Pig.  282.  When  this  is  removed,  the  elec- 
tro-magnets may  be  reached  for  repairs.  There  are,  in  all, 
138  stationary  bobbins,  64  on  each  side,  and  they  are  acted 
on  inductively  by  32  electro-magnets  having  64  poles,  bo 
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that  there  are  twice  as  many  bobbins  as  magnet  poles.    If 
the  machine  had  the  same  number  of  bobbins  as  electro- 
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magnet  poles,  the  inductive  action  of  one  bobbin  on  the 
neighboring  one  would  be  so  strong  as  to  materially  reduce 
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the  efficiency  of  the  machine.  The  first  machine  that  was 
built  contained  an  equal  number  of  electro-magnet  poles 
and  bobbins ;  and  it  was  found  that  the  inductive  action  on 
leaving  one  bobbin,  reduced  the  number  of  lamps  Ti^hich 
were  run  by.  a  neighboring  bobbin  26%,  and  a  further  25ji 
when  the  circuit  of  the  next  adjacent  bobbin  was  closed. 
This  phenomenon  has  its  cause  in  the  inductive  action 
which  the  bobbins  exert  on  each  other  by  the  rapid  changes 
of  current. 

In  order  to  obviate  this  deleterious  action,  Gordon  re- 
duced the  number  of  electro-magnets  to  one-half  with  great 
success.  The  armature  T)obbins  are  divided  into  two  groups 
— the  bobbins  1,  3,  5, 7,* etc.,  forming  one  circuit,  and  2,  4, 
6,  8,  etc.,  the  other  circuit.  These  two  circuits  can  either 
be  used  individually,  or  united  in  series  or  multiple  arc. 
Each  bobbin  is  wound  with  insulated  copper  wire  4.57  milli- 
metres diameter.  The  resistance  of  each  bobbin  is  0.6  ohm, 
and  by  connecting  the  128  bobbins  in  multiple  arc,  the  in- 
ternal resistance  is  reduced  to  0.00047  ohm. 

Fig.  285  shows  a  portion  of  the  ring  and  some  of  the  bob- 
bins. In  order  to  save  space,  the  cores  are  made  wedge- 
shape,  with  the  small  end  pointing. towards  the  shaft.  They 
are  each  made  of  a  piece  of  wrought  sheet-iron  bent  in  the 
shape  of  a  V.  The  bend:  forms  the  sharp  edge  of  the  core. 
At  the  centre  of  the  wedge  a  T  of  iron  is  welded  on  to  give 
stability  to  the  core,  and  by  an  extension  serves  at  the  same 
time  to  fasten  it  to  the  cast-iron  ring  by  screw-bolts.  Be- 
tween the  core  and  the  ring  a  wooden  block  75  millimetres 
thick  is  placed.  The  bobbins  are  thereby  insulated  from 
the  frame  of  the  machine  ;  a  point  upon  which  the  inventor 
lays  great  stres^.  The  side  of  each  bobbin  which  is  towards 
the  rotating  crown  of  electro-magnets  is  covered  with  a 
German  silver  plate,  which  is  fastened  to  an  extension  P 
from  the  iron  core,  and  is  also  screwed  by  long  screws  to 
the  wooden  back.    This  sheeting  serves  as  a  protector  for 
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the  wires  of  the  hobbin  and  for  ventilation  through  open- 
ings which  are  only  indicated  by  the  broken  lines.  The 
ends  of  the  wire  conTolutions  of  each  bobbin  are  connected 
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with  two  binding-posts  set  in  the  wooden  backing,  so  that 
each  bobbin  may  be  utilized  individually,  or  in  combina- 
tions with  others. 

The  electro-magnets  of  the  machine  are  excited  by  a 
special  BUrgin  machine.  The  current  therefrom  is  con- 
ducted to  the  electro-magnets  by  means  of  two  contact 
rings  C,  which  are  insulated  on  each  side  from  the  shaft 
by  means  of  vulcanite. 

Engineering,  of  the  9th  of  March,  1883,  in  speaking  of 
the  electrical  exhibition  in  the  London  Aquarium,  says  in 
relation  to  this  machine  : 

"The  Bfli^pn  dynamo  exciting-machine  is  driven  by  a 
small  h  horse-power  engine,  and  produces  a  current  of  36 
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ampdres.    The  large  engine  which  drives  the  alternating 
current  machine^  on  the  day  of  the  experiment  (Jan.  17th) 
gave  170  horse-power^  according  to  a  Richards'  indicator ; 
so  that  the  total  consumption  of  mechanical  power  was  175 
horse-power.    The  electromotive  force  of  the  machine  at  the 
binding-posts  was  103  volts.    There  were  1400  Swan  lamps 
burning,  each  having  30  ohms  resistance  while  hot,  in  two 
circuits  with  two  lamps  in  series.    The  total  resistance  of  the 
lamps  was  therefore  0. 085  ohms.    The  resistance  of  the  circuit 
was  0.006  ohm,  and  the  internal  resistance  of  the  machine 
was  0.0075  ohm ;  so  the  total  resistance  was  0.0985  ohm,  or  in 
round  number  0.1  ohm.    As  the  tension  at  the  binding- 
posts  was  103  volts,  the  strength  of  current  was  ^^  =  1030 
amperes. 

In  the  photometer  room  the  lamps  showed  a  power  of  22 
to  23  candles  ;  hence  there  were  obtained  1400  x  22|^  =  3150O 
candles  for  175  indicated  horse-power,  that  is  180  candles 
for  each  horse-power. 

The  electrical  energy  was  C  x  E  =  103  x  1030  =  106090 
volt-amp6res ;  hence,  each  indicated  horse-power  gave 
^  \^f  0  =  606  volt-amperes. 

Finally,  as  one  English  electrical  horse-power  equals  746^ 
volt-amp6res,  the  useful  utilized  labor  was  fjf  =  0.816.  It 
must  be  noticed  that  this  figure  gives  the  real  proportion  of 
the  mechanical  energy  indicated  in  the  cylinder  of  the 
engine  to  the  electrical  energy  produced  by  the  alternating 
current  machine.  If  the  energy  actually  transferred  from 
the  engine  to  the  alternating  current  machine  be  taken  into 
account,  the  utilization  would  be  increased  10  per  centum.  "^ 

[As  the  total  resistance  of  the  circuit  was  0.1  ohm,  of 
which  0.085  was  in  the  lamps,  it  follows  that  ^^^^  =  .85  of 
the  total  electric  energy  was  utilized  in  the  lamps;  or 
0.816  X  .85  =  .6936  =  nearly  70  per  cent,  of  the  total  mechan- 
ical energy  expended  was  utilized  at  the  lamps.  This  is  a 
high  duty. — K.] 
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Sy.  The  Ferranti-Thomson  Altei*- 
nating-  Current  IMacliine.  This  machine  resem- 
bles the  Siemens  machine  somewhat.  The  magnetic  field  is 
the  same,  being  produced  by  two  crowns  of  electro-magnets, 
associated  so  that  unlike  poles  are  opposed.  Fig.  386  is  a 
view  of  this  machine,  which  plainly  shows  the  similarity. 
The  difference  lies  in  the  armature,  which  is  not  made  up 


of  wire  spools  or  bobbins,  as  in  the  Siemens  machine,  but 
of  copper  strips  or  ribbons,  bent  in  a  zigzag  shape,  super- 
imposed in  twelve  layers,  and  insulated  from  each  other  by 
strips  or  ribbons  of  rubber.  These  copper  strips,  which  take 
the  place  of  the  usual  wire  bobbins,  are  13.5  millimetres 
wide  and  3  millimetres  thick.  They  are  sometimes  wound 
on  a  wooden  frame.  Fig,  288  shows  another  method  of 
fastening  the  armature  strips,  which  is  given  by  W.  Thom- 
son. K  is  a  ring  of  iron,  which  is  provided  with  the  projec- 
19 
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tions  M,  and  around  these  the  stripB  W  are  placed  in  the 
manner  descrihed.  The  spaces  between  the  radial  strips 
are  hence  filled  with  iron  which  becomes  mt^^netic  through 
the  influence  of  the  electro-magnets  and  so  the  inductive 
action  is  strengthened.  As  the  diagram.  Fig.  388,  shows, 
the  radial  portions  of  the  conductor  strips    are    equally 


^ 
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spaced  with  the  field-magnet  poles.  When,  by  the  rotation, 
one  radial  part  approaches  a  north  pole,  the  two  neighbor- 
ing radial  parts  approach  equally  a  south  pole ;  and  there- 
fore currents  of  opposite  direction  are  generated  in  the 
several  parts  which  join  to  form  one  current  of  zigzag 
course  following  the  circuit.  As  the  armature  moves  the 
distance  between  two  magnet  poles,  it  passes  from  a  mag- 
netic field  of  one  kind  to  that  of  another,  so  that  with  this 
reversal  of  polarity  there  is  a  reversal  of  the  direction  of 
the  current  in  all  the  circuit.  The  alternating  currents  so 
produced  are  led  to  the  external  circuit  through  two  con- 
tact rings  insulated  on  the  shaft  and  springs  bearing  on  the 
rings. 

^* Engineering'*  speaks  of  the  machine  exhibited  at  the 
London  Aquarium  as  follows : 

**  The  machine  is  set  up  under  the  swimming  basin  and 
feeds  320  Swan  lamps,  which  illuminate  the  basin  and  the 
restaurant  gallery.  It  rotates  1900  times  per  minute,  and  is 
driven  by  two  8-inch  belts,  which  run  with  a  speed  of  6000 
feet  per  minute.  Notwithstanding  this  rapidity,  the  lamps 
are  not  suflBciently  supplied ;  they  bum  visibly  more  red 
than  the  g^-jets  in  the  same  place.  It  is  not  at  present 
possible  to  say  how  much  power  the  machine  consumes, 
but  it  is  to  be  plainly  seen  that  it  is  much  more  than  the  32 
horse-power  which  the  lamps  require.  Each  belt  could 
under  legitimate  calculation  transmit  about  50  horse-power, 
and  the  contrast  between  the  extent  of  transmission  and 
the  light  produced  is  remarkable.  The  machine  itself  is  too 
small  to  receive  much  power  without  becoming  heated.  A 
considerable  portion  of  the  energy  absorbed  can  be  found  in 
the  enormous  volume  of  heated  air  which  is  thrown  out  in 
all  directions  by  the  armature.  It  is  natural  that  every 
dynamo  should  produce  a  considerable  draught  of  air,  but 
we  have  rarely  ever  seen  one  which  produced  such  a  volume 
of  current  of  air  and  so  hot." 


436  DTNAMO-BLECTRIC    MACHINES. 

This  report  is  in  peculiar  contrast  with  the  praise  which 
was  given  the  machine  when  it  was  brought  into  the 
market  under  the  auspices  of  its  inventors,  Sir  WiUiam 
Thomson^  Prof.  S.  P.  Thomson  and  Ferranti.  It  seems  that 
with  this  machine  the  practicable  velocity  has  been  over- 
reachedy  so  that,  notwithstanding  the  theoreticallj  correct 
construction^  no  practical  success  has  been  attained.  The 
published  electrical  measurements  are  as  follows : 

Resistance  of  the  armature 0.0265    ohm. 

"     ••  lamp  circuit. 0.7785       " 

Tension  at  the  binding  poets 125            volta 

Strength  of  current 156            amperes. 

Number  of  Swan  lamps  in  use 800 

"         "  rotations  of  armature 1900 

Horse-power  consumed 28 

Weight  of  armature 5.120      kilos. 

per  lamp 0.016 


«  **  **  nA»    1ovn««  AA1A  «< 


As  seen  from  the  report  quoted  from  Engineering  the 
power  used  is  here  stated  much  too  low. 

The  last  figure  is  the  most  interesting,  as  it  gives  16 
grammes  weight  of  armature  for  one  lamp.  This  small 
weight  is  used  with  a  very  intense  magnetic  field  of  force, 
which  to  produce  requires  the  more  wire.  According  to 
data  given  in  the  Electrical  Review  the  entire  wire  on  the 
Ferranti  machine  for  300  lamps  weighs  290  pounds ;  and  on 
the  Gordon  machine  for  7000,  6876  poimds.  There  are, 
therefore,  for  one  Swan  lamp  on  the  Ferranti  machine  437 
grammes  of  wire ;  and  on  the  Gordon  machine  only  348 
grammes.  The  Gordon  machine  weighs  18.3  tons,  or  18300 
kilogrammes ;  and  the  Ferranti  machine  weighs  only  697 
kilogrammes.  These  figures  show  to  the  Gordon  machine 
2.6  kilogrammes  and  to  the  Ferranti  machine  1.98  kilo- 
grammes per  Swan  lamp. 

The  large  machines  require  much  less  electrical  material, 
and  their  greater  weight  results  from  greater  mechanical 
solidity. 
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[S@.  Sdlson's  I>i8k-]VIa.cliiiiea.  These  ma- 
chines are  devised  to  cause  the  conductors  of  the  armature 
to  cut  the  magnetic  lines  of  force  at  right  angles.  One 
of  these  is  shown  in  di^^am  by  Figs.  289,  290,  and  291,  and 
is  thus  described : 

"  The  object  in  view  is  to  produce  a  dynamo  or  magneto- 
-electric  machine  the  armature  of  which  will  be  in  the  form 
of  a  disk,  which  armature  will  be  stiff  and  strong,  will  not 
heat  in  its  core  in  use,  will  permit  the  bringing  of  the  polar 
extensions  of  the  magnet  or  magnets  close  together,  so  as 
to  form  an  intense  nu^netic  field,  and  in  which  machine 


the  inductiTe  bars  of  the  armature  will  be  connected  to 
generate  a  continuous  current  in  one  direction  of  high 
electromotiTc  force,  and  will  further  be  connected  with  the 
collector  bars  and  with  each  other  in  multiple  arc,  in 
order  to  reduce  to  the  minimum  the  internal  resistance  of 
the  machine. 

"  The  naked  copper  inductive  bars  are  double  or  in  two 
parts,  connected  together  at  their  inner  ends,  and  having 
offset-arms  at  their  outer  ends  for  connecting  with  the  sur- 
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rounding  concentric  rings.  A  number  of  these  doable 
radial  bars  are  arranged  in  the  form  of  a  disk  and  secured 
to  a  suitable  hub,  the  bars  being  insulated  both  from  the 
hub  and  from  each  other.  At  their  inner  ends  the  double 
bars  are  connected  to  insulated  metal  disks  (the  nearly- 
opposite  double  bars  being  connected  in  pairs  by  the  disks), 
and  the  disks  have  tongues  which  make  connection  with  or 
form  the  bars  of  the  collector-cylinder.  The  core  of  the 
armature  is  constructed  by  winding  strips  of  iron  and  paper 


together,  in  spiral  form,  between  such  double  bars,  such 
core  preventing  the  circulation  of  magnetic  currente  therein 
and  the  loss  of  energy  caused  by  the  generation  of  heat  in 
such  core.  The  effect  is  assisted  by  the  fact  that  the  iron 
portion  of  the  core  does  not  cut  the  lines  of  force  at  right 
angles.  The  polar  extensions  of  two  electro-magnets  are 
arranged  on  each  side  of  the  disk-armature.  Outside  of 
the  polar  extenBions  the  terminal  double  bar  of  each  cod- 
nected  pair  of  double  bars  is  connected  with  the  initial 
double  bar  of  another  pair  by  concentric  rings  which  are 
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nearly  outside  the  magnetic  field  and  do  not  cut  the  lines  of 
force  at  right  angles. 

"  The  construction  is  also  well  adapted  for  electro-mo- 
tors,  and,  whether  as  a  motor  or  electrical  generator,  it  has 
the  advantage  of  great  lateral  compactness. 

"Fig.  389  is  a  horizontal  section  of  the  machine,  the 
collector  bnisheB  or  springs  being  omitted,  and  the  mag- 
nets being  broken  away  ;  Fig.  390,  a  vertical  section  of  the 
aimature,  and  Fig.  391  a  side  elevation  of  the  armature 


"A  is  the  shaft  joumaled  in  suitable  bearings. 

"B  is  the  hub  suitably  secured  to  the  shaft,  and  having 
attached  to  it  the  double  inductive  bars  C,  of  naked  copper. 
These  bars  are  connected  at  their  inner  ends,  and  are  in- 
sulated from  the  hub  and  from  each  other.  The  bars  C 
have  projecting  conductors  a  extending  to  insulated  metal 
disks  D.  The  bars  C  are  connected  in  pairs  with  the  bars 
nearest  a  diametrically-opposite  position,  and  each  disk  has 
a  tongue,  b,  which  is  connected  with  or  forms  one  of  the 
bars  of  the  collector  cylinder  E.    For  ease  of  illustration. 
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only  two  of  such  tongues  are  shown  in  Fig.  289.  The  core 
F  of  the  armature  is  made  by  winding  spirally  together 
strips  of  iron  and  paper.  Bolts  c  may  be  employed  to  assist 
in  securing  the  bars  and  core  together.  The  double  bars  C 
have  offset-arms  d  for  making  connection  with  the  concen- 
tric rings  Hy  which  surroimd  the  core.  Each  ring  connects 
the  terminal  bar  of  one  pair  of  connected  opposite  double 
bars  with  the  initial  bar  of  another  pair.  Hence  there  are 
half  as  many  rings  as  bars.  The  polar  extensions  N  S  of 
the  electro-magnets  I  K  are  brought  close  up  to  the  induc- 
tive bars. 

^^The  bars  are  connected  and  the  path  of  the  current  is 
as  follows  (see  Fig.  291) :  One  portion  of  the  current  will 
pass  from  the  negative  to  the  positive  commutator-brush 
via  1,  H',  11,  2,  H«,  12,  5,  H^  14,  7,  H«,  and  16,  and  the  other 
portion  via  8,  BP,  16,  6,  H«,  13,  4,  H*,  10,  3,  H»,  and  9.'' 

Another  of  Mr.  Edison's  Disk  Machines  is  illustrated  by 
Figs.  298  and  293. 

Copper  disks  form  the  inductive  portion  of  the  revolving 
armature,  from  which  a  continuous  current  of  electricity  is 
taken.  These  copper  disks  are  arranged  in  two  sets  placed 
on  opposite  sides  of  an  iron  plate,  which  is  of  circular  shape 
and  forms  the  core  of  the  armature.  The  disks  are  securely 
clamped  together  and  to  this  central  plate  or  core,  properly 
insulating  disks  being  placed  between  the  separate  disks 
and  also  next  to  the  core.  The  exciting  magnet  has  its 
polar  extensions  placed  on  opposite  sides  of  the  peculiar 
armature,  and  these  are  extended  on  the  sides  of  the  arma- 
ture toward  the  shaft  of  the  same,  the  extended  sides  being 
beveled,  so  that  the  direct  attractive  force  between  such 
polar  extensions  will  be  small  compared  with  that  between 
the  polar  extensions  and  the  core  of  the  armature.  The 
copper  disks  on  one  side  of  the  central  plate  or  core  all  have 
currents  set  up  in  the  same  direction,  but  in  the  ojfposite 
direction  to  those  on  the  other  side.    Cross-connections  are 
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provided  at  the  periphery  of  the  disks,  which  connect 
the  disks  in  series,  so  that  an  electromotive  force  is 
generated,  due  to  all  the  disks,  and  connections  are  made 
with  the  collector  cylinder  upon  which  bear  the  coUector 
brushes. 

The  foregoing  will  be  better  understood  from  the  draw- 
ings. Fig.  29S  is  a  -vertical  cross-section  of  the  machine  on 
the  line  of  the  armature  shaft ;  Fig.  393  an  elevation  of  the 
coUector  end,  the  collector  cylinder  being  in  section. 
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K  S  are  the  polar  extensions  of  the  field  magnet  A,  which 
is  mounted  upon  a  suitable  base  B.  These  polar  extensions 
are  hollowed  out  on  their  inner  faces,  forming  chambers 
which  inclose  opposite  portions  of  the  armature  and  through 
.which  said  armature  revolves.  The  sides  of  the  polar  ex- 
tensions N  8  are  beveled,  as  shown  at  a,  so  as  to  reduce  the 
attractive  force  acting  directly  across  between  the  polar 
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extensions.  The  armature  is  composed  of  on  iron  core  C, 
which  is  a  circular  plate  keyed  to  the  shaft  D,  and  two  sets 
E  F  of  copper  disks.  These  disks  are  placed  on  opposite 
sides  of  the  central  plate  or  core  C,  and  are  insulated  from 
each  other  and  from  the  core  by  disks  0-  of  insulating  mate- 
rial, preferably  of  paper.  The  disks  are  clamped  together 
and  to  the  core  by  breiss  screw-rings  b,  turning  on  the  ends 
of  the  extended  hub  c  of  the  core ;  but  the  disks  ra&j  be 
secured  in  addition  by  bolts  passing  directly  through  them. 
The  disks  have  projections  d  e  on  their  periphery.  The 
projections  of  the  two  sets  of  disks  are  joined  by  cross- 
connections,  so  that  the  disks  will  be  connected  in  a  continu- 
ous and  symmetrical  series.  H  is  the  collector  cylinder,  to 
which  the  disks  are  connected  by  rods  or  plates/,  the  alter* 
nate  connections  of  the  disks  with  each  other  being  shown 
as  thus  connected  with  the  bars  of  the  collector  cylinder. 
The  lines  of  force  at  each  pole  of  the  exciting  magnet  move 
between  the  pole  and  the  core  of  the  armature  on  each  side 
of  said  core.  The  disks  of  each  set 
cut  in  opposite  direction  on  their 
opposite  portions  the  lines  of  force 
from  the  opposite  poles  of  the  mag- 
net. Hence  the  currents  gener- 
ated in  the  disks  of  eeich  set  flow 
all  in  the  same  direction.  The 
disks  of  one  set  cut  in  each  field 
lines  of  force  moving  in  the  oppo- 
cJLcitr.  site   direction  from  those  cut  by 

disks  of  the  other  set  in  the  same 
field.  Hence  the  currents  generated  in  one  set  of  disks 
flow  in  the  opposite  direction  to  those  generated  in  the  other 
set.  This  armature,  it  will  be  seen,  has  em  exceedingly  low 
resistance,  and  is  compact  and  strong. 

Another  of  Mr.  Edison's  Disk  Machines  is  illustrated  by 
Figs.  394  and  395. 
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A  series  of  copper  disks  insulated  from  each  other  are 
secured  to  one  side  of  a  cast-iron  plate  or  disk  which  forms 
the  magnetic  portion  or  core  of  the  armature.  The  copper 
disks  and  iron  plate  reTolve  together  in  chambers  in  the 
opposite  polar  extensions  of  an  exciting  magnet,  Buch  polar 
eztenaions  being  beveled  on  their  approaching  Bides,  8o  that 
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intense  magnetic  fields  will  be  formed  between  the  polar 
extensions  and  opposite  portions  of  the  iron  plate,  and  but 
little  force  will  be  expended  directly  across  between  the 
poles  of  the  magnet.  The  currents  generated  in  each  disk 
in  the  opposite  fields  of  force  flow  in  the  same  direction, 
and  the  disks  being  all  on  one  side  of  the  iron  plate,  their 
currents  all  flow  the  same  way.  To  connect  up  such  disks 
so  as  to  produce  a  continuous  current  having  a  tension  due 
to  all  the  disks,  exterior  copper  rings  are  used  which  couple 
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the  disks  in  series.  The  disks  are  connected  with  the  bare 
of  the  collector  cylinder  by  rods  or  platcse  passing  to  pro- 
jections in  central  openings  of  the  disks,  or  to  the  exterior 
ring  connections. 

The  foregoing  will  be  better  underetood  from  the  draw- 
ings, in  which  Fig.  294  is  a  vertical  section  through  the 

Fio.  29r>. 
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armature  and  the  polar  extensions  of  the  exciting  magnet ; 
Fig.  295,  a  separate  elevation  of  the  armature  from  the 
collector  end,  the  collector  cylinder  being  in  vertical  sec- 
tion. 

N  S  are  the  polar  extensions  of  the  exciting  magnet, 
chambered  or  hollowed  out,  as  shown,  to  inclose  opposite 
portions  of  the  armature,  and  having  beveled  sides  a,  so  as 
to  reduce  the  width  of  its  approaching  faces  and  reduce  the 
attractive  force  acting  directly  across  between  the  polar 
extensions.  The  armature  has  a  cast-iron  plate  or  disk  B, 
mounted  upon  a  shaft  C.  Secured  to  one  side  of  this  iron 
plate  by  bolts  or  otherwise  are  a  niunber  of  copper  disks  D, 
which  are  insulated  from  each  other  and  from  the  iron 
plate,  preferably  by  means  of  paper  disks.  A  number  of 
copper  rings  or  segments  of  rings  E,  are  supported  by  the 
rim  of  plate  B  and  connect  the  copper  disks  in  a  continuous 
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series.  The  disks  are  connected  with  the  bars  of  collector 
cylinder  P  by  strips  or  rods  6  extending  from  the  open 
centers  of  the  disks  to  such  collector  bars. — £.] 


[80.  Mr.  Edison  has  devised  a  novel  magneto-electric 
machine,  the  electro-magnet  of  which  is  rotated  while 
receiving  current  from  some  extraneous  source.  He  thus 
describes  it : 
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"In  this  machine  I  employ  a  cylinder  the  surface  of 
which  is  covered  with  a  coil  of  wire  wound  around  it  length- 
wise and  parallel  to  the  axis  of  rotation.  The  electric  cur- 
rent,  passing  through  the  coil,  converts  the  cylinder  into  a 
magnet.  One  side  of  the  cylinder  is  of  north  polarity  and 
the  opposite  side  is  of  south  polarity.  A  shell  of  iron  is 
employed,  within  which  this  magnetic  cylinder  is  revolved, 
and  hy  induction  the  shell  becomes  nu^netissed.  Hence  the 
magnetic  forces  in  the  shell  revolve  around  the  same  in 
harmony  with  the  revolving  magnetic  cylinder. 


"  There  is  a  space  hetween  the  revolving  magnetic  cylin- 
der and-  the  inside  of  the  shell,  within  which  space  there 
are  longitudinal  wires  connected  in  a  peculiar  manner  to 
the  collector,  and  in  the  wires  an  induced  current  is  set 
up  in  consequence  of  the  revolving  magnetic  forces  cross- 
ing and  cutting  these  wires  as  the  magnetic  cylinder 
revolves  within  the  shell,  and  from  the  collector  the  current 
is  taken  to  the  line-wires. 

"  Fig.  296  is  a  plan  of  the  magneto-electric  machine  com- 
plete. Fig.  397  is  a  cross-section  of  the  same  at  the  line  xx. 
Fig.  298  is  a  plan  of  the  revolving  field  magnet.  Fig.  2d9  is 
an  end  view  of  the  same.  Fig.  300  is  a  plan  of  the  shell 
surrounding  the  field  magnet  and  the  induction  coih     Fig. 
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301  is  an  end  view  of  the  same.    Fig.  303  is  a  diagram 
ebowing  the  manner  of  winding  the  induction  coil,  and  Fig. 

302  is  a  diagram  of  the  circuit  connections. 


El 
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"The  shaft  a  is  provided  with  a  cylinder  h  of  iron.  It 
may  be  eitiier  solid  or  hollow,  and  made  of  cast-iron  or 
coiled  iron  wire.  The  same  is  wound  with  a  parallel  coil  of 
insulated  wire,  the  wire  passing  from  the  shaft  radially, 
then  along  one  ride  of  the  cylinder,  across  the  other  end. 


448 
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back  again  on  the  other  side  and  across  the  end,  and  so  on 
until  the  entire  surface  of  the  cylinder  is  covered  with  vires 
that  are  parallel,  or  nearly  bo,  to  the  axis  of  the  cylinder. 
One  end  of  this  insulated  wire  passes  along  the  shaft  in  a 
groove  to  the  insulated  ring  a'  and  the  other  is  connected  to 
the  collector  spring  or  brush  n  that  is  insulated  upon  a 
disk  g  affixed  to  and  rotating  with  the  shaft  a.  The  other 
collector  spring  x  is  connected  to  the  ring  d  upon  the 
shaft  a.  The  spring  d'  rests  against  the  ring  d,  and  to  it  the 
line-wire  3  is  connected,  and  the  spring  ^  rests  against 
Ft"  r-s.  the  ring  a',  and  to  it  the  ground  or 

return  wire  4  is  connected,  or  vice 

versa. 
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"  It  is  to  be  understood  that  this  magneto-electric  ma- 
chine may  be  employed  in  a  circuit  containing  electric 
lights,  or  any  other  instrument  or  device  operated  by  elec- 
tricity to  which  the  current  generated  may  be  adapted. 

"  The  shaft  a  is  mounted  in  bearings  or  a  frame  h,  and 
revolved  by  competent  power.  The  shell  I  is  made  of  coiled 
iron  wire  or  of  iron  rings  secured  together  by  bolts  6 ;  and 
between  the  rings  there  are  sheets  of  paper  or  other  insu- 
lating material  to  separate  the  rings  and  prevent  the  mag- 
netic currents  circulating  in  the  direction  of  the  axis  of 
rotation  ;  but  the  rings  are  each  magnetized  by  induction 
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from  the  magnetic  cylinder  &,  and  the  lines  of  magnetic 
force  radiate  from  the  cylinder  to  the  rings,  and  as  the  cyl- 
inder b  revolves  within  the  shell,  these  lines  of  magnetic 
force  are  moving  around  rapidly  with  the  magnetic  cyl- 
inder. 

^*  In  magneto-electric  machines  the  most  potential  cur- 
rents are  set  up  in  wires  that  are  moved  across  the  lines  of 
magnetic  force.  I  therefore  place  longitudinal  wires  in  the 
space  between  the  revolving  magnetic  cylinder  and  the 
shell,  so  that  such  wires  are  crossed  by  the  lines  of  mag- 
netic force  as  the  same  revolve. 

"  The  induction  coil  is  composed  of  the  parallel  wires  s 
upon  the  surface  of  the  thin  cylinder  t  Such  wires  cross 
the  end  of  the  cylinder  t  at  the  opposite  end  to  where  the 
collector  bars  u  are  placed,  and  at  the  collector  such  wires 
are  united  to  the  circular  range  of  bars  u,  that  are  insu- 
lated, and  upon  which  the  springs  n  and  x  rest. 

''  The  wire  of  the  parallel  induction  helix  is  substantially 
endless,  and  it  is  wound  with  reference  to  obtaining  a  con- 
tinuous current.  The  diagram.  Fig.  302,  illustrates  the 
manner  of  winding  the  wires.  The  number  of  parallel 
coils  may  be  more  or  less  than  that  shown  ;  but  I  find  the 
object  desired  can  be  attained  the  best  by  using  an  even 
number  of  piurallel  coils  longitudinally  of  the  case  and  an 
odd  number  of  collector  plates.  The  current  set  up  in 
coils  within  the  magnetic  field  of  the  north  pole  will  be  all 
in  one  direction,  and  the  currents  set  up  in  the  coils  within 
the  field  of  the  south  pole  will  be  all  in  the  other  direction. 
I  wind  the  wires  in  such  a  manner  that,  while  the  wire  is 
continuous  and  the  current  flowing  through  the  whole  of  it, 
the  current  will  pass  by  two  wires  of  the  induction  coil  to 
one  collector  plate  and  then  away,  and  will  enter  by  an 
opposite  collector  plate  and  pass  by  two  wires  out  into 
the  coil  and  circulate  through  the  same  to  the  other  col- 
lector plate.    Suppose  the  springs  to  rest  upon  collector 
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plates  a  and  e.  The  current  will  flow  toward  a  f  FOm  wires 
1  and  6  and  away  from  e  by  wires  12  and  7.  By  following 
the  arrows  it  will  be  found  that  the  entire  coil  is  a  com- 
plete circuit,  in  which  the  parallel  portions  of  the  wires 
in  the  south  field  of  magnetic  influence  have  a  current 
energized  in  one  direction  and  in  the  north  field  in  the 
other  direction,  thus  obtaining  the  dynamic  effect,  and 
there  is  no  break  or  pulsation  of  the  current.  The  springs 
touch  one  collector  before  leaving  another. 

**0f  course  the  current  is  reversed  in  the  parallel  por- 
tions of  the  wires  successively.  For  instance,  the  current 
in  7  and  14  is  reversed  as  the  magnets  and  brushes  travel 
around  together.  As  the  spring  passes  from  eto  dy  the  cur- 
rent in  14  is  reversed  and  passes  out  from  d  by  14  and  to  7 
in  the  reverse  direction  and  to  12,  as  before.  As  the  spring 
passes  from  a  to  g,  the  current  in  8  and  7  is  reversed.  It 
passes  from  6,  as  before,  and,  crossing,  is  reversed  in  1,  and 
returning  in  8  in  opposite  direction  is  taken  off  by  g.  The 
dotted  arrows  indicate  these  successive  changes  of  direc- 
tion, whereby  the  currents  are  made  to  flow  by  two  wires 
to  each  collector  in  succession  from  the  entire  magnetic 
field.  The  current  will  flow  from  spring  g*  through  a', 
thence  through  the  parallel  coils  of  wires  around  the  cylin- 
der b  to  the  collector  n,  thence  by  the  bar  upon  which  it 
rests  along  the  parallel  induction  coil  at  one  side  of  the 
cylinder  f ,  returning  along  the  other  side  to  the  collector 
bar  and  by  the  spring  x  to  the  ring  d  and  spring  d'  to  the 
line. 

'^  It  is  to  be  borne  in  mind  that  the  parallel  induction 
coil  8,  cylinder  6,  and  collector  bars  u  remain  stationary, 
and  the  collector  springs  n  x  revolve  around  the  bars  ti, 
being  turned  by  the  shaft  a,  and  the  collector  springs  are 
to  be  located  with  reference  to  the  revolving  magnetic 
cylinder,  so  as  to  take  off  the  current  at  the  place  of  great- 
est energy.    The  current  will  be  continuous,  or  nearly  so, 
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$uid  travel  in  one  direction.  There  will,  however,  some- 
times  be  a  sparking  on  the  collector  bars  when  the  circuit 
pf  the  parallel  induction  coil  is  interrupted ;  but  this  will  be 
lessened  by  having,  the  collector  springs  bent  to  rest  on  more 
than  one  collector  bar. 

^'  It  will  be  apparent  that  the  shell  and  parallel  induction 
coil  may  be  revolved  if  the  magnetic  cylinc^er  remains  sta- 
tionary or  revolves  in  the  opposite  direction ;  and  I  remark 
that  the  cylinder  supporting  the  parallel  induction  coil  s 
may  be  of  any  suitable  material,  but  I  prefer  and  use  vul- 
canized fiber. 

^'The  parts  of  this  machine  are  not  liable  to  become 
heated  under  ordinary  circumstances  of  use,  because  the 
wires  are  not  wound  one  on  the  other,  and  the  atmosphere 
has  an  opportunity  to  circulate.  I  however  apply  a  fan  in 
some  instances  upon  the  shaft  a  within  a  case  communi- 
cating with  the  internal  portions  of  the  machine,  so  as  to 
induce  a  current  of  air  through  the  same." — K.] 

[OO.     HoetibAiisen's    ]3isk    3faeliiiies« 

Wm.  Hochhausen,  whose  dynamos  we  have  described  on 
pages  277  to  298,  has  invented  some  novel  constructions  of 
disk  machines,  which  we  illustrate  in  Figs.  304,  305, 
and  306. 

The  top  part  of  Fig.  304  is  a  longitudinal  section,  and  the 
bottom  part  a  transverse  section  of  one  of  these  machines 
which  he  has  put  to  practical  use.  B^  and  B^  represent 
annular  iron  frames,  to  which  are  attached  the  electro- 
magnetic cores  C  C*.  These  latter  have  a  sector-shaped 
cross-section,  as  shown  in  the  lower  figure.  They  are  six- 
teen in  number,  and  the  poles  are  alternated  circularly,  and 
opposite  ones  are  placed  on  the  two  sides  of  the  disk  arma- 
ture. In  the  intense  magnetic  field  so  constituted,  the 
armature  is  rotated.  This  is  made  up  of  pieces  of  sheet- 
copper,  cut  in  the  eight-armed  star-like  form  shown.    Sev- 
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eral  of  these  pieces  are  cut  out  and  are  connected  together 
by  cutting  each  one  at  a  given  point,  and  connecting  the 
terminating-end  of  one  piece  to  the  beginning-end  of  the 
next  piece  by  hard-soldering,  so  that  they  are  all  connected 
together  in  series  somewhat  like  the  spiral  shown  at  i  in 


the  figure  and  made  of  the  cut  flat-rings  also  shown  at  3  in 
the  figure.  A  like  spiral  of  insulating  material,  say  paper, 
is  made,  and  used  between  the  layers  of  the  copper  spiral 
for  insulation.  The  whole  is  then  closed  up  and  bolted 
together  and  to  the  hub-flanges  D  by  the  insulated  bolts  m. 
The  two  extreme  ends  are  then  taken  by  the  wires  F  and  F 
to  the  rings  n  n,  from  which  the  alternating  currents  are 
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carried  to  the  external  circuit.  A  commutator  F  and 
brushes  Q  are  provided  so  that  the  armature  may  be  con- 
nected in  Beries  with  the  fleld-magnet  coils  for  self -excita- 
tion.   A  machine  of  this  description,  charged  by  a  Hoch- 


hausen  Dynamo,  Fig.  166,  with  a  current  of  10  ampdres,  had 
the  following  dimensions  and  performed  as  stated : 

Tot»l  Weight BOO         poDUds. 

Weig^htof  Copper  in  Armature 26 

ArmataTe  ot  Twelve  Platee  of  Copper. No.  15,  B.  &  8.  gaoge. 

Electromotive  Force 60        volta. 

Current 800        ampires. 

BeetetMice  of  Annatnre 0,016  ohm. 

Beidvtanoe  o(  Magnet  Coils.  In  Beriee 4.13   ohms. 

SnppliedSwao  Larape 250 


Fig.  306  shows  a  cross-section  and  Fig.  306  a  longitudi- 
nal section  of  a  variation  of  this  machine,  in  which  the 
field  magnets  are  placed  radially  to  the  axis  instead  of  par- 
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allel  thereto.  One  plate  only  is  rotated .  between  the  op- 
poaed  poles  of  two  adjacent  series,  but  as  Oiere  are  three  or 
more  series  of  magnets,  the  connections  between  the  plates 
are  made  as  shown  in  the  small  clii^ram.    A  comonutator 


and  contact  wheels  are  provided,  as  in  case  of  the  other 
variety,  so  that  a  portion  of  the  currents  may  be  used  to 
energize  the  field  magnets,  while  the  remainder  goes  to 
supply  lamps  in  the  external  circuit. — K.] 


.  *>1.  The  Elphinstone  and  "Vincent 
:M!n,elklne  exhibited  at  the  Crystal  Palace  in  London 
excited  some  interest.     The   inductor,  or  armature,  is  a 


UNIPOLAR    MACHINE.  455 

Gramme  ring,  except  that  its  core  is  not  of  iron,  but  made 
of  papier  machS ;  the  winding  is  also  peculiar.  The  mag- 
netic field  is  a  composite  one  like  that  of  the  Oiilcher  ma- 
chine.  There  are  six  north  and  six  south  poles  which  alter- 
ufiA^  on  the  circumference  of  the  ring.  They  are  formed  by 
electro-magnets  which  are  set.  radially  to  the  ring  and  giye 
a  peculiar  aspect  to  the  machine.  The  magnetic  field  is 
strengthened  by  electro-magnets  in  the  interior  of  the 
armature,  as  in  the  JUrgensen  machine.  These  are  fastened 
on  a  spindle  within  the  rin^  armature,  and  are  twelye  in 
number,  with  poles  alternating  circumf  erentially  and  placed 
on  radial  lines  opposite  the  external  poles  of  like  name. 
In  this  way  a  yery  intense  annular  magnetic  field  is  pro- 
duced, in  which  the  Gramme  armature  is  rotated.  Six 
brushes  are  used  to  take  off  the  currents. 

The  inyentors  say  that  the  machine  giyes  a  yery  high 
efficiency,  and  that  they  can  be  built  of  any  size.  As  to 
this  point,  we  will  haye  to  wait  for  further  experiments  to 
be  made.  The  machinahas  certain  difficult  details  of  con- 
struction, as,  for  instance,  in  the  secure  fastening  of  the 
armature  so  that  it  may  moye  through  the  limited  annular 
space  without  rubbing  against  the  inner  or  outer  electro- 
magnet i>ole8.  The  efficiency  of  a  machine,  on  the  whole, 
is  proportional  to  the  weight  of  copper  which  forms  the 
conyolutions  of  the  armature,  and  especial  attention  must 
be  giyen  to  this  point  in  the  construction  of  large  machines. 
And  further,  the  large  number  of  brushes  are  not  a  recom- 
mendation for  the  machine.  In  this  respect  the  alternating 
current  machines  made  by  Oordon,  which  haye  no  brushes 
at  all,  but  conduct  the  current  directly  from  the  armature 
to  the  external  circuit,  haye  a  great  adyantage  oyer  all 
other  machines. 


Oa.    The    TTnipoIai'   Machine.     The   first 
dynamo-electric  machine  was  unipolar.    Though  neglected 
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until  now,  it  has  lately  come  to  the  fore.  Faraday  showed 
in  1831  that  a  copper  disk  rotated  between  two  magnetic 
poles  produced  a  continuous  electrio  current.  He  also 
showed  that  the  same  effect  was  produced  when  an  electro- 
magnet was  used  in  place  of  the  permanent  one,  and  that  a 
conductor  revolved  around  one  pole  of  a  magnet  had  a  cur- 
rent of  one  direction  generated  in  it. 


tfSStmtmttHiUiki 


The  form  of  Faraday's  machine  is  not  practical  for  sev- 
eral reasons,  and  therefore  has  not  come  into  use.  Only 
very  recently  Siemens  &  Halske  have  succeeded  in  con- 
structing a  unipolar  machine  which  has  a  possible  chance 
for  technical  uses.  It  is  shown  in  Fig.  307.  The  machine 
has  for  inductors,  or  armatures,  two  copper  cylindrical 
tubes  which  are  slotted  longitudinally  in  order  to  avoid 
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deleterious  extra  currents :  and  the  inner  and  outer  surfaces 

< 

of  the  tubes  are  presented  to  magnetic  surfaces. 

The  inner  planes  are  the  limbs  of  a  U-shaped  electro- 
magnet. Another  electro-magnet  core  is  placed  between 
these  tubes,  and  eax)h  of  its  poles  is  made  to  almost  surround 
one  or  the  other  of  the  upper  tubes.  Each  tube,  in  revolv- 
ing aroimd  an  inner  magnetic  pole,  moves  through  the 
magnetic  field  between  that  pole  and  the  outer  one  which  is 
of  opposite  polarity. 

The  currents  delivered  by  this  machine  are  of  very  low 
tension,  about  4  or  5  volts,  but  of  great  intensity,  suitable 
for  galvanoplastic  operations.  The  tubes  are  cut  longitudi- 
nally in  strips  which  are  electrically  connected  in  series  by 
contact  rings  and  brushes.  p 

Other  so-called  unipolar  machines  have  been  devised  by 
Varley,  E.  L.  Voice  and  Ball,  but  they  have  not  yet  attained 
any  technical  importance. 

In  the  foregoing  pages  we  have  discussed  almost  all  of 
the  more  important  dynamo  and  magneto-electric  machines. 
In  making  our  selection  we  have  been  guided  by  the  fol- 
lowing-named requirements  :  Great  historical  or  theoretical 
interest ;  the  new  in  principle ;  and  extensive  technical  ap- 
plication. We  have  neglected  a  large  number  of  machines 
from  absence  of  these  requirements,  and  because  they  have 
not  yet  emerged  from  the  slight  requirements  for  patent- 
ability. 

In  the  following  section  we  shall  among  other  things 
classify  the  machines,  and  it  will  be  shown  that  from  the 
apparent  confusion  but  a  few  types  can  be  shown. 


PART    VII. 

THEOltY  OF  DYNAMO-ELECTRIC  MACHINES. 

The  method  of  action  of  a  given  dynamo-electric  ma- 
chine is  dependent  upon  a  great  number  of  conditions,  so 
much  so  as  to  make  it  impossible  to  reason  a  priori  on  its 
efficiency.  Hence  all  theories  based  simply  on  analytical 
inductions  are  to  be  avoided,  and  only  those  to  be  consid- 
ered which  are  based  upon  experience  and  the  results  ob- 
tained by  using  the  machine  in  question.  A  great  number 
of  measurements  have  been  made  of  a  great  number  of 
machines,  but  the  data  gained  refer  only  to  the  individual 
machines,  and  it  is  impossible  to  say  what  is  due  to  the 
individuality  and  what  is  due  to  the  machines  in  common. 
A  great  service  to  science  was  rendered  by  Dr.  O.  Frdlick 
when  he  undertook,  in  the  establishment  of  Siemens  & 
Halske,  to  ascertain  the  desired  facts  by  instituting  a  num- 
ber of  experiments  with  many  machines,  and  with  many 
variations  of  conditions  such  as  are  necessary  for  a  knowl- 
edge of  the  theory  of  their  action.  These  experimental 
data,  which  have  become  foundational  and  indispensable 
for  understanding  the  theory  of  dynamo  machines,  were 
obtained  in  the  summer  of  1880,  and  were  published  in  die 
Elektrotechnische  Zeitschrift  and  in  other  publications. 
The  theory  which  Frolich  based  upon  his  experimental 
results  has  since  been  generally  adopted,  and  in  the  follow- 
ing pages  we  shall  emphasize  the  main  points.  Besides 
Frolich' s  an  extended  theory  has  been  propounded  by  Marcel 
Deprez.    At  first  it  seemed  that  the  latter  deviated  ma- 
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terially  from  Frolichy  but  from  late  publications  it  seems 
that  Deprez  also  accepts  it.  He  only  selects  a  somewhat 
different  f orm,  which  is  perhaps  better  adapted  to  his  pur- 
pose. Deprez  has  formulated  his  theory  with  special  rela- 
tion to  the  transmission  of  power ;  and  we  will  therefore 
give  our  attention  to  his  theory  also  in  the  proper  place, 
giving  the  first  place  to  Frolich^s  theory. 

03.  I^ropoirtioiis  for*  X>yiia,iiio-!E!lec- 
tric  Ejqii.ilil3iriii.iii.  "If  Ohm's  law  be  applied  to  a 
magneto-electric  machine  (machine  with  permanent  mag- 
nets) connected  with  an  external  resistance,  this  formula  is 
obtained : 

1.  0  =  "^. 

C  represents  the  current  (intensity) ;  v  the  number  of 
rotations ;  R  the  total  resistance ;  n  the  number  of  convolu- 
tions of  the  armature ;  and  M,  Frolich  defines  as  the  pro- 
portion of  the  electromotive  force  to  the  number  of  rota- 
tions, and  calls  it  the  '^effective  magnetism.^^  This  last 
term  is  the  sum  of  the  electromotive  force  which  the  per- 
manent magnet  and  the  iron  of  the  armature  exert  upon 
one  convolution  of  the  armature  during  one  rotation.  The 
same  formula  also  applies  to  dynamo-electric  machines,  but 
in  this  case  it  is  necessary  to  add,  as  it  produces  its  own 
magnetism,  thi&  formula : 

2.  Jf  =  /(C), 

while  in  the  case  of  the  magneto  machine  M  is  almost  a 
constant  value.  The  formula  1  is  at  the  same  time  the 
same  as  the  dynamo-electric  equilibrium ;  for  at  the  time 
of  starting  the  machine,  that  is,  at  the  time  of  commence- 
ment of  current,  before  arriving  at  the  permanent  con- 
dition, the  current  produced  by  the  magnetism  momentarily 

present,  — |t-  is  always  greater  than  the  current  necessary 
to  keep  up  that  magnetism,  so  the  values  of  the  two  cur- 
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rents  are  only  then  equal  when  the  stationary  condition 
has  been  attained,  as  in  the  dynamo-electric  equilibrium. 
The  equation  1,  written  in  this  form, 

nM^  f{C)  ^  R' 

contains  the  substance  of  this  statement.  The  strength  of 
the  current  is  only  a  function  of  the  proportion  of  the  num- 
ber of  rotations  to  the  total  resistance.  This  statement 
applies  to  all  dynamo-electric  machines,  and  for  any  desired 
position  of  the  commutator,  and  hence,  is  the  foundation 
equation  for  these  machines. 

The  equation  1  also  accounts  for  the  individual  working 
capacity  of  any  machine. 

The  only  quantity  which  defines  the  individuality  of  a 
machine  is  the  product  of  the  effective  magnetism,  M,  and 
the  number  of  convolutions,  n,  of  the  armature.  If  this 
latter  number  be  given,  and  the  effective  magnetism  as 
the  fimction  of  force  of  current  for  a  certain  machine  and 
certain  positions  of  the  commutator  be  known,  the  strength 
of  current  can  always  be  calculated  from  the  number  of 
rotations  and  total  resistance. 

Equation  1  also  shows  what  shape  this  function  must  have 
in  order  to  make  the  machine  as  serviceable  as  possible. 

If  the  effective  magnetism  was  simply  proportional  to 
the  strength  of  the  current,  equation  1  would  have  no 
application,  as  in  such  a  case  there  is  generally  no  sta- 
tionary condition.  The  current  would  grow  infinitely. 
Dynamo-electric  equilibriimi,  hence,  only  takes  place  when 
the  magnetism  differs  in  proportion  from  the  strength  of 
current,  which,  in  reality,  is  always  the  case.  If  we  put 
nM  :=z  cC  —  <p{C)y  in  which  case  4^(0)  denotes  the  aberration, 
then  equation  1  becomes 

v__ 1 

B"       HO' 
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Therefore  it  follows,  that  for  a  certain  strength  of  current, 
the  smaller  the  number  of  rotations  the  smaller  will  be  the 
variation  of  the  magnetism  from  the  proportion.  A  dynamo- 
electric  machine  is,  hence,  the  more  nearly  perfect  the  nearer 
the  effective  magnetism  is  in  proportion  to  the  strength  of 
current. 

&4r.  Testing-  the  BquAtion  of*  E!qixilil>-» 
irinni.  One  of  the  largest-size  dynamo-electric  machines 
made  by  Siem^ens  &  HaUke  (model  Do)  was  used  in  extensive 
experiments  made  to  test  the  truth  of  the  main  equation  by 
varying  as  much  as  possible  the  number  of  rotations  and 
the  resistance,  at  the  same  time  measuring  the  respective 
strengths  of  current. 
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The  measures  of  the  currents  were  made  by  an  electro- 
dynamometer  such  as  described  in  Art.  21,  page  78.  Its 
constant  was  determined   by  a  copper  voltameter.    The 

,      -  ,  J  •    j.i_         -x  Daniell 

measurements  of  current  are  expressed  m  the  imit  — ^y  rr   > 

in  which  the  Daniell  after  Kohlrausch  is  defined  as  that 
electromotive  force  which  in  one  Siemens  unit  produces  a 
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current  which  will  deposit  1.38  grammes  of  copper  in  an 
hour.  The  machine  was  tested  under  three  different  sets  o^ 
convolutions^  and  gave  the  data  on  the  preceding  page. 

The  external  resistance  consisted  of  a  system  of  iron 
ribbons,  which  were  spread  out  openly  in  the  air,  so  as  to 
avoid  heating  as  much  as  possible.  The  resistance  of  these 
ribbons  were  tested  each  time. 

The  position  of  the  brushes  at  the  commutator  could  be 
changed  as  desired.  This  position  was  so  chosen  in  every 
experiment  that  the  current  was  at  the  maximum. 

Figs.  308  and  309  present  a  graphic  representation  of  the 

results  of  these  experiments.    J*  is  a  function  of  :^  •    In  the 

curve  III,  the  values  of  ^  are  increa^sed  ten  times.    It  is 

shown  from  these  experiments  that  in  the  main  the  strength 

of  current  is  only  a  function  of  -m-or  p-    [In  this  diagram 

and  the  following,  J=r  C  or  current  strength  or  intensity, 
and  W=:  R  OT  resistance.  And  these  values  will  be  ex- 
pressed in  the  text  as  C  and  R,  in  order  to  make  them  con- 
form to  Ohm's  law  as  expressed  in  English,  E  =  CR.  The 
expression  in  Qerman  ia  E  =  JW. — K.]  If  v  and  R  were 
variable,  as  both  influence  independently  the  current 
strength,  they  could  not  be  represented  by  a  single  curve. 
The  representation  by  a  single  curve  suffices  for  the  record 
of  the  observations,  because  the  deviations  from  the  curve 
were  no  more  than  the  errors  of  experiment. 

However,  this  is  not  strictly  correct.    If  C  were  but  a 

function  of  -^ ,  a  certain  strength  of  current  would  stand 

for  a  definite  position  of  the  collector,  and  for  definite  values 
for  V  and  22,  so  that  the  current  would  not  change  equally 
with  the  nimiber  of  rotations  and  resistance.  Neither  is 
this  strictly  the  case ;  for  if  v  and  R  are  both  equally  in- 
creased, the  collector  brushes  must  be  turned  a  little  in  the 
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direction  of  rotation  of  the  armature,  in  order  to  obtain  the 
same  strength  of  current  aa  before.    This  pbenomenon. 
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which  would  seem  to  indicate  a  tardiness  in  magnetism  in 
the  armature  during  rotation  is  practically  of  little  influ- 
moe ;  therefore  we  leave  it  unnoticed  in  the  following  con- 
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siderations,  though  in  experimenting  it  must  be  always 
taken  into  accoimt  when  the  collector  is  put  in  position* 
[In  the  more  modem  machines,  wherein  larger  or  more 
massive  iron  cores  are  used  in  the  armatures,  as  in  the  Wes- 
ton Shunt-Wound  Incandescent  Light  Machines,  the  neces- 
sity for  changing  the  position  of  the  brushes  relative  to  the 
collector  is  not  met,  owing  to  conditions  considered  in  the 
description  of  that  machine. — E.] 

0£5.  Deductions  firom  the  'M.CLizk  f^qua- 
tion.  By  the  ezi)eriments  just  mentioned,  it  is  decided 
that  the  strength  of  current  of  a  dynamo-electric  machine 
is  only  dependent  upon  the  proportion  of  the  velocity  to  the 
resistance,  and  thereby  the  main  equation 


C  =  F(nD 


is  proven  correct.  This  proportion  of  dependence  gives  us 
the  current  curve,  and  as  soon  as  we  have  determined  this 
experimentally,  we  can  answer  all  questions  which  are  put 
in  regard  to  the  machine.  These  questions  may  refer  to 
strength  of  current,  electromotive  force,  eflEective  magnet- 
ism, velocity,  and  resistance.  Between  these  five  values 
there  are  three  equations : 

Ohm's  law,  E  =  CR. 

The  current  curve,  ^  ~  ^(^s)' 

1      E 
The  eflEective  magnetism.    Jf  =  -  x  —• 

If,  therefore,  two  of  the  five  values  be  given,  the  others 
may  be  calculated  therefrom,  and  the  theory  of  dynamo 
machines  be  completely  solved.  It  is,  however,  in  practice 
a  source  of  great  delay  and  often  impracticable  to  obtain 
the  current  curve,  owing  to  the  series  of  experiments  which 
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must  be  made  under  the  greatest  possible  variations  of  ve- 
locities. But  it  is  only  necessary  to  experiment  within  the 
limits  which  occur  in  practice.  The  strengths  of  current 
which  are  used  in  practice  have  moderate  value,  and  are 
neither  very  weak  nor  strong  enough  to  tax  the  machine  to 
its  maximum  capacity. 

It  is  now  very  important  that  the  current  curve  should 
deviate  but  a  little  from  a  straight  line,  such  as  is  shown  in 
the  diagrsun.  Fig.  310,  taken  from  a  Siemens  machine.    This 

Fi».  810. 


Frdlick't  Current  Curve, 

property  of  the  current  curve  furnishes  the  means  for  ma- 
terially simplifying  the  theory.  This  simplified  theory  is 
then  only  valid  within  the  limits  for  medium  strengths  of 
currents. 

Therefore  in  this  case  we  replace  the  current  curve  by  a 
straight  line ;  then  within  those  limits  the  strength  of  cur- 
rent is  a  linear  fimction  of 


n-|;    also    C  =  \[n^-a\ 


in  which  a  and  h  are  constants  which  have  definite  mean- 
ing :  a  is  the  number  of  dead  rotattonSf^\ As  long  as  the 


nv  . 


number  of  rotations  v  is  so  small  that  -^  is  not  greater  than 
o,  the  machine  does  not  work.    This  is  because  under  the 
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small  number  of  rotations  the  strength  of  current  produced 
is  not  enough  to  impart  to  the  field  electro-magnets  a 
strength  of  magnetism  exceeding  the  residual  magnetism. 
In  Fig.  310,  O  S  is  the  current  curve,  and  A  B  the  straight 
line  which  represents  the  limits  before  mentioned;  then 
OA  =  a.    For  6  retain 


6  = 


nv 


and  calculate  as  follows :  the  value  of  -^  is  determined  for 

any  value,  C,  of  the  current  strength ;  then  a  is  known  and 
b  can  be  calculated,  and  thereby  the  position  of  the  straight 
line  A  B  is  determined,  and  with  it  the  entire  character  of 
the  machine. 

We  will  at  first  investigate  the  change  of  the  current 
strength  when  the  number  of  rotations  remain  the  Bame 
and  the  resistance  in  the  current  circuit  is  changed.  This 
dependence  is  illustrated  by  Fig.  311.    The  curve  is  a  branch 


Fio.  811. 


Fis.8ia. 


-W 


De/endtMce  of  Current  Strength 
upon  Retittanee, 


Dependence  of  Tension  or  Electromotive 
Force  upon  ReeieUtmce, 


of  a  hyperbola,  and  shows  that  with  small  variations  of  the 
resistance  great  changes  in  thS  strength  of  current  are  pro- 
duced. The  curve  cuts  the  axis  on  which  the  resistances 
are  placed  at  a  point  at  which 
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thereby  Bhowing  that  for  eTery  velocity  of  rotation  there  is 
an  external  reBiBtaDce  under  which  the  machine  does  not 
work. 


The  electromotiye  force  E  is,  under  the  same  conditions, 
a  linear  function  of  R ;  then  there  are  the  equations, 
E=  CR, 

E=^^{nv~  aR).  \ 

This  line  is  given  in  Fig.  313. 

The  dependence  of  the  effective  magnetism,  M,  upon  the 
strength  of  current  is  much  more  complicated. 


OO.  The  dependence  of  the  effective  magnetism  upon 
the  strength  of  current  is  illustrated  by  the  curves  V,  VI, 
VII,  Pig.  313,  respectively,  for  the  convolutions  I,  II,  III ; 
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the  effective  magnetism  being  represented  by  ordinates, 
and  the  strength  of  current  by  abscisssB.  This  dependence 
is  characterized  by  the  effective  magnetism  being  propor- 
tional to  the  strength. of  current  at  the  beginning,  but  these 
continually  deviate  from  this  proportion,  and  asymptoticallj 
pass  over  to  a  maximum.  For  still  stronger  currents,  the 
magnetism  may  even  sink  below  this  maximum,  for  when 
the  cores  are  magnetized  to  the  maximum,  the  effect  of  the 
current  upon  the  magnetism  of  the  armature  acts,  or  tends 
to  move  the  lines  of  force  an^  weaken  the  magnetism,  so 
that  the  entire  effective  magnetism  must  decrease.  How- 
ever, this  takes  place  only  for  strengths  of  current  which 
much  exceed  those  in  practical  use.  If  we,  therefore,  confine 
ourselves  to  the  circumstances  of  daily  practice,  we  can 
assume  that  the  effective  magnetism  finally  attains  a  con- 
stant maximum.  We  then  obtain  a  curve  of  the  form 
shown  in  Fig.  314.  This  agrees  with  our  main  equation. 
From  it  arises 

1.      R  V 

M  =  -  C  —y  and  by  elimination  of  ^ 

3f=         ^ 


a  -h  6C 


Fio.  814. 


De/ettdence  of  Magnttism  u^&n  Strength  e/CurrtfU. 

Again,  when  M  and  C  are  considered  variable,  the  equa- 
tion is  that  of  the  branch  of  a  hyx)erbola,  as  is  shown  in 
Fig.  314.    The  equation  also  gives  us  another  meaning  of  a 
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and  6.  If  C  is  very  small,  so  that  a  is  much  larger  than 
b  Cy  then  we  almost  have 

C 

but  a  is  the  proportion  of  the  current  to  the  effective  mag- 
netism for  very  weak  currents.  If,  inversely,  C  is  very 
large,  so  that  a  is  much  smaller  than  6  C,  then 

^  is  the  limit  value  of  the  effective  magnetism  for  very 

strong  currents,  i.  e. ,  for  the  maximum  of  magnetism.  These 
assumptions  only  serve  for  examples,  because  our  theory  is 
not  valid  for  either  very  weak  or  very  strong  currents. 

The  curves  found  for  the  effective  magnetism,  as  given 
above,  now  show  that  the  maximum  which  is  so  deleterious 
to  the  working  of  the  machine  takes  place  comparatively 
early  in  the  above-named  constructions,  and  it  remains  to 
show  the  reason  for  their  early  occurrence. 

It  is  to  be  supposed  that  the  cause  lies  in  the  magnetizing 
action  of  the  current  from  the  armature  wires.  For  this 
action  is  in  opposition  to  the  magnetizing  power  of  the  mag- 
net limbs,  and  consequently  the  magnetic  axis  of  the  arma- 
ture is  turned  and  its  current-producing  power  is  weakened, 
and  the  effective  magnetism  on  the  whole  is  diminished. 
The  maximum  of  effective  magnetism  must  take  place, 
therefore,  sooner  than  it  would  without  this  influence. 

[The  maximum  of  effective  magnetism  is  attained  earlier 
and  is  less  in  strength  with  small  masses  of  iron  in  the  field 
magnets  and  armatures  than  with  large.  The  Siemens 
and  Gramme  machines  with  which  these  experiments  were 
tried  are  defective  in  this  particular  of  massiveness. — K.] 

In  order  to  separate  the  opposing  influences  to  effective 
magnetism,  namely  the  magnetizing  forces  of  the  coils  of 
the  field  magnet  limbs  and  that  of  the  armature  coils,  the 
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current  from  a  second  dynamo  was  sent  through  the  field 
magnet  coils,  and  the  armature  circuit  was  closed  through 
a  high  resistance.  The  armature  was  then  rotated  and  the 
difference  of  potential  at  its  poles  was  measured  by  means 
of  a  torsion  galvanometer  (page  84).  The  collector  brushes 
were  set  on  the  maximum  of  the  difference  of  potential, 
and  this  was  found  to  be  almost  at  the  theoretical  points, 
namely,  on  the  line  which  bisects  the  line  of  magnetism, 
t.  6. ,  on  the  line  of  neutrality.  The  effective  magnetism  was 
obtained  by  dividing  the  electromotive  force,  or  potential 
difference  at  the  poles  by  the  number  of  convolutions  on  the 
armature. 

These  experiments,  carried  out  for  all  convolutions  of  the 
field  magnets,  gave  results  which  are  expressed  with  suf- 
ficient accuracy  by  the  formula  of  interpolation, 

C 


M  = 


a  -f.  6C 


We  compile  these  formulae  in  the  following  table,  desig- 
nating the  effective  magnetism  with  current  in  the  arma- 
ture by  Jf,  and  that  without  current  in  the  armature  by  Jf . 

Under  winding  I  an  interpolation  formula  is  first  given 
for  M,  which  correctly  represents  the  effective  magnetism 
of  the  entire  run,  except  for  the  start  which  has  no  prac- 
tical value. 


M  = 


Winding  I. 
C 


26600  -h  367C  +  14.3C7* 
for  20  <  C  <  60.: 

M  - - , 

""  8070  +  1440C 

M^r  =  0,000694 ; 

If  — 9. , 

^   "■  14400  =  1040C 
3f'a««  =  0,000962. 
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Jf  = 


Winding  II. 
C 


5180  +  1310C 
M^  =  0,000763 ; 
C 


Jf  = 


9100  +  lOlOC 
M'n^  =  0,000990. 


Winding  III. 

—  3200  -h  1380C 
Jf«„  =  0,000725 ; 

\r  —         C  

■"  5100  +  930C' 
Jf^u  =  0,001080. 

From  these  it  is  evident  how  strongly  the  action  of  the 
current  in  the  cmnature  depresses  the  maximum.  This  is 
for  all  the  windings  about  one-quarter  of  the  values.  The 
coefficients  6,  which  determine  the  maximum  in  the  various 
windings,  are  but  little  varied ;  the  coefficients  a,  the 
reciprocal  values  of  which  form  an  expression  for  the 
**  power  of  the  winding,"  however,  show  strong  variations. 

QT'.  Coinpairlson  of  I>ynaiiio-Electric 
AVith    IWCag-neto-Electiric    !M!a.e]iiiie».     The 

main  advantage  of  dynamos  above  magnetos  is  in  the 
strength  of  magnetism.  It  can  be  assumed  that  four  times 
the  weight  of  iron  must  be  employed  in  magneto  machines 
than  in  dynamo  machines  to  produce  the  same  strength  of 
magnetic  field.  Consequently  the  latter  are  smaller, 
cheaper,  and  more  simple  in  construction.  This  advantage 
is  opposed  by  disadvantages.  The  magnetism  must  be  kept 
up  by  expenditure  of  current  which  continually  absorbs 
mechanical  energy  while  at  work,  which  is  not  the  case 
with  magnetic  machines.    In  order  to  produce  a  definite 
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current  in  a  given  external  resistance,  the  dynamo  consumes 

more  power  than  the  magneto. 

Another  difference  is  formulated  as  follows  : 

With  the  magneto  machine  the  strength  of  current  is 

C  =  JnJf. 
With  the  dynamo  machines  it  is 

If  the  current  curves  be  drawn  for  both  machines,  C 

being  the  ordinate  and  „  the  abscissa,  the  magneto  machine 

will  give  a  straight  line  from  zero,  while  the  dynamo  will 
also  give  a  straight  line,  but  which  starts  from  a  point  on 
the  abscissa  axis  and  cuts  the  magneto  line  at  another 
point.  Therefrom  it  can  be  concluded  that  there  is  a  veloc- 
ity for  each  machine  at  which  they  give  equal  currents. 
But  the  current  of  the  dynamo  grows  more  rapidly.    In 


Fio.  816. 


Fm.Uft. 


Dtpendenct  0/ Current  Strength 
upon  Number  of  R9tatum*  and  Retutance. 


Dependence  0/  Current  Strength 
npen  Retittmnce, 


Fig.  315  the  whole  line  corresponds  to  that  of  the  dynamo 
and  the  dotted  line  \o  that  of  the  magneto  machine. 

If  C  and  R  are  only  considered  as  variable,  equilateral 
hyperbolas  are  obtained  in  both  cases,  which  again  cut  each 
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other  at  that  point,  at  which  both  machines  give  the  same 
strength  of  current.  And  again,  the  curve  of  the  dynamo 
cuts  the  abscissa  axis  at  a  point  which  is  determined  by  the 
dead  rotations  ;  while  the  other  curve  does  not  do  that,  but 
asymptotically  approaches  the  abscissa  axis. 

From  this  it  will  be  seen  that  the  total  difference  be- 
tween the  two  machines  lies  in  the  dead  rotations  of  the 


dynamo.  If  this  condition  could  be  removed,  the  curves 
~would  approach  each  other  continually,  and  as  their  num- 
ber increases  the  curves  recede  continually.  The  effect  of 
the  dead  rotations  is  that  the  dynamo  is  much  more  senei- 
tive  to  variations  in  resistance  and  velocity  than  is  the 
magneto.  This  property  is  advanti^eous  when  it  is  d^ira- 
ble  to  increase  the  current  as  much  as  possible  ;  and  is  dis- 
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advantageous  when  the  velocity  is  small  and  resistance 
great. 

In  making  practical  use  of  electricity,  this  condition  can 
never  be  entirely  avoided,  either  one  or  the  other  extreme 
happens,  and  it  is  a  constant  endeavor  to  suppress  them. 

The  advantages  of  both  magneto  and  dynamo  machines 
are  combined  when  the  field  magnets  are  excited  from 


another  source  ;  for  instance,  another  dynamo  machine  in 
an  independent  circuit,  as  is  done  in  the  cases  of  the  large 
alternating  -  current  machines  of  Siemens,  Gordon,  and 
others.  (See  Fig.  317.)  This  arrangement  has  the  disad- 
vant^e  of  the  necessary  use  of  two  machines  for  gener- 
ating one  current.  A  similar  effect  is  arrived  at  by  an 
arrangement  which  Wkeatstone  first  discovered,  and  which 
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consists  in  including  the  coils  of  the  field  magnet  in  a 
branch  or  derived  circuit,  as  shown  at  6  d  c  in  Fig.  318, 
instead  of  in  the  main  circuit.  For  exciting  the  field  mag- 
nets, only  a  small  percentage  of  the  total  current  is  usually 
derived  from  the  main  circuit  a.  The  convolutions  consist 
of  a  long  wire  of  small  diameter  and  much  resistance,  so 
that  the  fiuctuations  in  the  main  circuit  have  almost  no 
effect  on  the  electro-magnet.  But  the  number  of  dead  rota- 
tions are  much  increased.  This  arrangement  is  adopted  in 
the  recent  Brush  [? — K.],  Edison,  and  Gulcher  machines. 
[This  is  especially  noticeable  in  the  latest  Weston  Ma- 
chines.— K.] 

We  have  now  presented  the  most  important  points  of 
Frolich's  theory,  and  will  proceed  to  g^ve  the  theory  of 
Marcel  Deprez. 

FrolicKa  theory  makes  use,  as  a  foundation,  of  the  so- 
called  current  curve  which  constitutes  the  connection 
between  the  strength  of  current  and  the  velocity  of  rotation 
of  the  armature  of  the  machine. 

Deprez  also  starts  from  a  similar  curve,  which  has 
another  meaning,  and  which  he  calls  the  '^  characteristic 
curve." 

O^.  IMarcel  13eprez'N  dxaracteirlstic 
CiM've.  Break  the  connection  between  the  armature 
and  field  electro-magnet  circuits  of  a  dynamo-electric  ma- 
chine ;  conduct  through  the  field-electro-magnet  circuit  a 
current  of  known  strength  from  another  machine ;  rotate 
the  armature  at  a  definite  speed  or  velocity,  and  then  meas- 
ure the  tension  E  of  the  induced  current.  If  the  current 
from  the  extra  machine  through  the  field-electro-magnets 
be  varied,  the  magnetic  field  will  have  correspondingly 
varying  intensities.  A  given  tension  E  at  the  binding- 
posts  of  the  armature  will  correspond  to  each  intensity  C  of 
the  current  passed  through  the  coils  of  the  field  magnets. 
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Let  it  be  supposed  that  the  velocity  of  rotation  of  the  arma- 
ture remains  the  same  during  the  other  variations.  If  now, 
in  a  diagram,  C  is  taken  as  the  abscissa  and  E  as  the  ordi- 
nates,  a  curve  will  be  obtained  from  these  different  values, 
the  form  of  which  depends  upon  the  construction  of  the 
machine,  and  which  Deprez  calls  the-**  characteristic  curve." 
The  connection  between  the  armature  and  field  electro- 
magnets is  now  restored,  and  the  armature  rotated  with  the 
same  velocity  as  before.    The  machine  now  acts  as  a  series 
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Dtprez^s  Ckarticierittic  Curve, 


dynamo  or  dynamo-electric  machine,  and  a  certain  strength 
of  current  C  is  produced,  which  now  also  excites  the  field 
magnets.  The  curve  constructed  as  above,  and  shown  in 
Fig.  319,  shows  that  the  strength  of  current  corresponds  to 
the  abscissa  O  F,  and  the  tension  to  the  ordinate  F  G,  and 
this  then  is  the  tension  which  is  set  up  with  definite  velocity 
of  rotation  and  corresponding  strength  of  current. 

This  characteristic  curve  is  the  foundation  of  Depresfs 
theory,  as  we  will  proceed  to  show.  Previously,  however, 
in  order  to  prevent  misunderstanding,  we  will  present  a 
criticism.  Frblich  has  shown,  in  his  previously  described 
experiments,  that  we  must  take  into  consideration  whether 
the  armature  is  traversed  by  a  current,  because  the  induc- 
tive action  of  a  magnetic  armature  upon  the  field  electro- 
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magnets  changes  the  magnetic  field  of  the  machine. 
Frolich  has  endeavored  to  show  by  his  extensive  measure- 
ments that  the  Intensity  of  the  magnetic  field  of  the 
machine  is  decreased  20^  by  this  inductive  action.  Deprez 
debates  this  large  influence ;  and  herein  lies  the  difference 
between  their  two  theories. 

&&.  The  Theory  of  the  I>yiiaiiio  TMEa- 

chine.    If  the  electromotive  force  ^and  the  strength  of 

current  C  are  known,  the  resistance  can  easily  be  calculated 

E 
by  the  application  of   Ohm^s  law,  E  =i  C  x  iJ,  orJR  =  -r^ 

=  ^  =  tan  G  O  F  (Fig.  319).     The  total  resistance  is 

thus  expressed  by  the  tangent  of  an  angle  which  can  easily 
be  graphically  constructed.    In  this  way  it  is  possible  to 
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readily  solve  by  a  graphic  method  all  problems  relative  to 
the  dynamo-electric  machine.  If,  for  example,  we  start 
with  a  definite  resistance  and  diminish  it  continually,  the 
line  O  G,  by  the  inclination  of  which  the  resistance  is 
measured,  will  incline  more  and  more  in  the  direction  O  C. 
If  the  values  G  F  and  tangent  G  O  F  are  compared  with 
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each  other,  it  will  be  seen  that  the  tension  increases  rapidly 
at  first,  then  grows  more  slowly,  and  then  finally  remains 
constant. 

If,  on  the  other  hand,  in  the  graphic  illustration  (Fig.  319), 
we  increase  the  resistance,  the  line  O  G  has  a  tendency  to 
turn  towards  the  axis  F,  and  it  will  in  its  movement  cut 
the  curve  nearer  and  nearer  to  its  beginning  O,  and  at  the 
position  O  D  will  be  at  a  tangent  to  it.  At  this  moment  the 
machine  will  be  without  current.  This  means  that  there  is 
a  certain  resistance  for  the  machine  at  which  the  strength 
of  current  is  at  zero.  This  is  connected  with  the  dead 
rotations. 

Hereinbefore  the  velocity  of  rotation  has  been  assumed 
to  be  constant,  and  the  characteristic  curve  is  only  valid 
for  this  constant  velocity  v.  If  it  is  desirable  to  designate 
it  from  another  velocity  i;i,  it  is  only  necessary  to  multiply 

the  ordinates  Ehy  ---    This  calculation  is  based  upon  the 

assumption  that  within  the  velocities  used  in  practice  the 
tensions  are  proportional  to  the  various  velocities.  This 
assumption,  as  Fig.  319  shows,  is  only  allowable  within 
small  limits.  If,  for  example,  the  tension  E  and  strength 
of  current  C  are  sought  for  a  definite  resistance  i2,  and  a 
velocity  of  rotation  v, ,  while  the  characteristic  curve  for  the 
velocity  v  only  is  known,  the  following  is  the  plan  of  cal- 

culation.    If  the  velocities  —  =  K,  then  E  =  Ke,  and  then 

K  e 
follows  (7  =  -p  •    C  corresponding  with  the  resistance  R 

is  thus  obtained  for  the  velocity  Vi  by  determining  the 

It 

strength  of  current  for  the  resistance  ^  in  the  curve  for  the 

velocity  v.  A  tension,  c,  corresponds  to  this  current  C  for 
the  velocity  v,  and  this  e  is  to  be  multiplied  by  -K'  in  order 
to  get  the  electromotive  force  for  v,. 
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0]  A  B         X 

Determination  of  Tension  Differences, 


A  very  important  problem  is  the  determination  of  dif- 
ferences of  tension  between  any  two  parts  of  the  current 
circuit  which  are  separated 
from  each  other  by  a  defi-  '^*'*^ 

nite  resistance.  Let  the  to- 
tal resistance  of  the  circuit 
be  R  and  the  resistance  of 
that  part  of  the  circuit  the 
tension  differences  of  which 
are  to  be  determined  be  r. 
Lay  the  line  O  X  against 
the  angle  D  O  X,  the  tan- 
gent of  which   is  R,  and 

the  angle  COX,  the  tangent  of  which  is  r.    Then 

DA  =  OA  xtanDOA=CxjB 
EA  =  OA  xtanCOA=Cxr 
DE  =  DA-EA=C7  (i2-r) 

According  to  Ohm's  law  C  {R  t-  r)  is  the  difference  of 
tension  between  the  two  points  of  the  current  circuit 
which  are  separated  by  the  resistance  R  —  r,  and  is  the  e 
sought  for. 

If  C  O  X  is  the  internal  resistance  of  the  machine  and 
the  total  resistance  be  varied,  D  E  represents  the  difference 
of  tension  at  the  binding  posts  of  the  machine.  At  start- 
ing this  difference  is  at  zero,  as  O  D  and  O  C  coincide,  and 
with  increased  speeds  it  increases  to  maximum  and  then 
decreases,  as  is  shown  by  the  curved  line. 


lOO.  iVfaefaiiiieH  vrith  Sepai-atecl  Cir- 
ouits.  We  will  now  give  attention  to  another  class  of 
machines  in  which  the  coils  of  the  electro-field-magnets  are 
traversed  by  two  currents.  Each  electro-magnet  has  two 
spirals  :  —  one  of  which  is  traversed  by  a  constant  current 
which  is  generated  by  an  extra  machine  ;  and  the  other  is 
traversed  by  the  entire  current  generated  by  its  own  arma- 
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ture.  The  effects  of  these  two  currents  are  added  to  each 
other ;  but  the  items  of  resistance  of  the  two  circuits  must 
be  separately  considered,  as  that  of  the  circuit  of  the  extra 
machine  and  of  the  coils  of  the  main  machine  are  together, 
but  independent  of  the  work  done  in  the  main  circuit.  But 
the  resistance  of  the  second  spiral,  through  which  the  work- 
ing current  flows,  must  be  considered  in  elucidating  our 
theory.  Let  O'  F  C,  Fig.  322,  be  the  characteristic  curve 
of  the  machine;  when  the  first,  or  separated,  spiral  i& 
traversed  by  a  constant  current  from  the  extra  machine,  the 
intensity  of  that  current  is  represented  by  the  O'  O  and 
its  tension  by  O  F,  as  long  as  no  current  is  generated  in 

the  circuit  of  the  second 
spiral. 

Now,  let  the  current 
from  the  armature  of  the 
main  machine  be  started 
and  traverse  the  second 
spiral,  its  magnetic  effect 
will  be  added  to  that  of 
the  first ;  so  the  starting 
point  of  a  new  character- 
istic curve  is  at  the  point  F. 
From  this  diagram  we  can  draw  the  following  con- 
clusions : — Let  E  O'  X  represent  the  internal  resistance  of 
the  ^lachine,  without  considering  the  spiral  belonging  to 
the  extra  machine ;  then  the  maximum  of  the  potential 
difference  which  can  be  attained  by  the  machine  alone  is 
designated  by  D  E,  which  corresponds  to  the  resistance 
D  O'  X.  But  if  we  have  a  magnetic  field  already  furnished — 
OS  is  the  case  when  the  extra  machine  is  run — then,  be- 
cause the  internal  resistance,  B  O  X  =  E  O'  X,  remains 
unaltered,  we  have  a  useful  potential  difference  as  much  in 
excess  of  the  former  as  the  line  C  B  exceeds  the  line  D  E ; 
and  even  this  does  not  represent  the  attainable  maximum. 


Ckaracttrittic  Curvt  for  Mackifus  having 
Se^araitd  drcuiU, 
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Deprez  has  experimentally  determined  the  characteristic 
curves  of  a  large  nimiber  of  Chramme  machines.  Before 
attaining  speed  the  line  is  but  slightly  curved ;  and  up  to 
the  point  near  saturation,  it  can  be  practically  regarded  as 
straight.  If  machines  are  used  which  have  large  dimen- 
sions in  proportion  to  the  sizes  of  their  armatures,  the 
points  of  saturation  are  less  early  reached,  and  the  curves 
remain  nearer  straight  for  increased  effects.  For  many 
machines  under  the  conditions  of  practice,  the  characteristic 
curve  can  be  practically  represented  by  a  straight  line.  But 
this  .is  only  approximately  correct.  FrolicVs  investiga- 
tions with  certain  machines  showed  that  the  curve  may  be 
represented  by  a  straight  line  at  starting  and  at  the  end  ; 
but  at  the  centre,  which  part  is  in  practical  use,  the  curve 
has  the  greatest  bend.  Therefore  the  deductions  of  Deprez 
from  his  theory  are  not  unconditionally  applicable  to  all 
machines.  But  the  method  by  which  these  results  were  ob- 
tained is  so  simple  and  elegant,  it  seems  justifiable  in  us  to 
show  several  examples  of  its  application. 


1 0 1  •  Oynamo  ]\f!a,e]iiiieH  of*  OoiiHtant 
Electromotive  Force.  When  the  problem  is 
given  to  so  construct  a  dynamo-electric  machine  that  under 
a  given  velocity  a  constant  tension  may  be  preserved  at  its 
binding-posts,  no  matter  what  may  be  the  changes  made  in 
the  resistance  of  its  external  circuit,  the  following  conditions 
are  to  be  observed.  When  for  a  given  velocity  the  charac- 
teristic curve  of  a  machine  has  been  constructed,  a  straight 
line  with  a  definite  inclination  towards  the  O  X  will  be  ob- 
tained according  to  the  foregoing  description.  If  the  velocity 
be  changed,  all  the  ordinates  must  be  multiplied  by  a  constant 
in  order  to  obtain  the  new  curve.  This  means  the  same  as 
turning  the  characteristic  straight  line  a  certain  number  of 
degrees  around  the  point  where  it  cuts  the  O  X  axis. 

Let  (y  O  be  the  characteristic  curve  of  a  machine.    If  a 
21 
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magnetic  field  is  produced  in  it  by  a  constant  exterior  cur- 
rent,  the  characteristic  line  is  represented  by  the  part  F  G 
of  the  line.  If  D  O  X  be  the  interior  resistance  of  the  ma- 
chine, the  lines  F  G  and  O  D  will  generally  meet  at  one 
point ;  so  that  that  portion  of  the  ordinates  between  these 
two  lines  representing  the  tension  at  the  binding-posts  is 
variable.  There  will  be  a  different  tension  for  each  exter- 
nal resistance ;  but  we  possess  the  means  of  making  the 
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Machine  with  Cotutami  Ttntion, 


tension  unvarying.  We  can  make  the  line  O'  G  turn  about 
the  point  O'  by  changing  the  velocity.  For  a  given  velocity 
the  straight  line  will  take  the  position  O'  C,  which  is  paral- 
lel to  O  D.  Then  the  line  C  B,  which  represents  the  tension 
at  the  binding-posts,  will  remain  constant  in  length  for  any 
resistance  C  O  X  of  the  exterior  circuit,  and  we  will  have  a 
machine  which  with  the  given  velocity  gives  a  current  hav- 
ing constant  tension,  no  matter  how  much  the  exterior 
resistance  is  varied. 

Deprez  has  also  shown  how  it  is  possible  in  a  similar 
manner  to  construct  machines  of  constant  strength  or  inten- 
sity of  current.  But  we  must  refer  in  this  matter  to  the 
original  paper  by  him  read  before  the  "  Congr^s  Interna- 
tional des  Electriciens,"  at  Paris,  in  1881,  and  printed  in 
"Comptes  Rendus,"  p.  103. 
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10».     Combination    IMCcteliines.     As   we 

have  seen  from  the  formulse  set  forth  in  Section  95,  the 
electric  curreAt  produced  by  a  machine  is  dependent  upon 
the  resistance  of  the  external  circuit.  The  strength  or  in- 
tensity of  current  is 

and  the  tension  is 

1 


E 


=  T  {nv  —  aR). 


When  we  vary  the  resistance  and  retain  the  speed  of  rota- 
tion, we  obtain  a  current  of  different  tension  and  different 
intensity.  For  practical  use,  however,  it  is  necessary  to 
have,  in  nearly  all  cases,  a  current  of  approximately  con- 
stant qualities.  In  incandescense  lighting,  for  example,  it 
is  necessary  to  preserve  constant  tension  at  the  binding- 
posts  of  the  d3rnamo,  under  all  possible  changes  of  the 
external  resistance.  For  other  purposes — ^galvanoplastic 
operations,  for  example — it  is  desirable  to  preserve  the  in- 
tensity of  the  current.  Depresses  discovery  that  we  could 
build  dynamo  electric  machines  so  that  they  would  have 
either  constant  tension  or  constant  intensity,  as  might  be 
designed,  without  further  regulating  apparatus,  is  of  the 
greatest  practical  interest.  In  Section  99  it  has  been  shown 
that  when  the  electro-magnets  of  a  dynamo-electric  m€i- 
chine  are  provided  with  two  sets  of  coils,  one  of  which  is 
traversed  by  an  indei>endent  constant  current,  and  the 
other  by  the  current  of  the  machine  itself,  there  is  always 
a  certain  definite  velocity  of  rotation  of  the  armature  at 
which  the  machine  gives  a  current  of  either  constant  ten- 
sion  or  constant  intensity,  no  matter  what  the  resistance  of 
the  exterior  circuit  may  be.  Prof.  Perry  has  devised  other 
methods  of  obtaining  the  same  result.  In  the  following 
pages  we  present  the  most  important  of  these  methods. 
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These  are  based  upon  a  combination  of  arrangements  and 
of  machines,  in  order  to  obtain  currents  of  desired  prop- 
erties. 

Constant  Tension  according  to  Deprez.  This  is  by  the 
separated  circuits  elaborated  in  Section  101.  The  method 
can  be  applied  to  any  machine  provided  with  two  sets  of 


Fig.  894. 


^ «... 

Constmni  Tension  iy  Deprez. 


/ 


convolutions  on  the  field  magnets,  through  one  set  of  which 
a  special  current  from  an  independent  source  is  sent,  as  at 
h  c  (Fig.  324).  In  that  way  a  constant  magnetic  field  is 
obtained,  which  is  independent  of  the  current  which  is 
caused  to  traverse  the  main  circuit  a  of  the  machine. 
When  the  armature  is  rotated  with  a  defined  velocity,  the 
electromotive  force  which  produces  the  current  will  depend 
partly  upon  the  independently-excited  magnetic  field,  and 
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partly  upon  the  additional  magnetism  conferred  by  the  cur- 
rent  of  the  machine  itself. 

If  the  velocity  be  so  chosen  that  the  quotient  obtained 
by  dividing  that  part  of  the  electromotive  force  derived 
from  the  self -excitement  by  the  intensity,  js  equal  with  the 
resistance  of  the  internal  circuit  of  the  machine,  then  the 
tension  in  the  external  circuit  is  constant,  whatever  may  be 
the  external  resistance.  This  is  in  words  the  statement  of 
the  graphical  construction  given  in  Section  101. 

The  constant  tension  can  be  given  any  definite  value  by 
having  the  separate  currents  of  proportionate  magnitude. 


Constant  intensity  of  current  according  to  Deprez.  The 
arrangement  for  obtaining  a  constant  strength  of  current, 
shown  by  Fig.  325,  differs  from  the  preceding  one  in  the 
particular  of  putting  the  armature  in  the  branch  circuit  b  c. 
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instead  of  in  the  main  circuit  a  alone.  The  fact  is  quite 
interesting  that  the  velocity  of  a  machine  for  producing 
constant  strength  of  current  is  the  same  as  that  for  gener- 
ating constant  tensions.  One  or  the  other  result  can  there- 
fore be  ohtained  by  a  simple  Bwitch  which  will  throw  the 


branch  circuit  in  or  out  to  effect  the  change.  [The  circuit 
b'e  is  part  of  the  circuit  of  an  independent  source  of  elec- 
tricity, as  in  the  preceding  case. 

We  hare  seen  in  Section  68  how  Weston  secures  practi- 
cally constant  tension.  This  is  mainly  by  duly  proportion- 
ing all  the  parts  of  the  machine  one  to  another ;  making 
the  core  of  the  armature  aa  massive  eis  is  practically  possi- 
ble, and  running  it  very  closely  to  the  poles  of  the  field 
magnets  ;  and  by  making  the  coils  of  the  field  magnets  of 


THBORT    OF    DTN AMO-BLBCTBIC    MACHINBS.      487 

comparatively  very  high  resistance,  and  putting  them  in  a 
circuit  derived  at  the  binding-posts. — K.] 

Constant  Tension  according  to  Perry.  By  this  method  a 
magnetic  field  is  first  produced  independent  of  the  armature 
of  the  machine,  by  intercalating  a  magneto-electric  ma- 
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C^nttani  Intensity  according  to  Perry. 


chine  m  into  the  main  circuit  a.  The  magneto  is  driven  at 
a  determined  uniform  velocity,  and  produces  in  the  main 
machine  a  magnetic  field  of  definite  strength,  in  the  same 
way  as  in  the  separated  coils  of  Depresses  method.  Perry 
then  determines  by  experiment  the  velocities  of  the  mag- 
neto and  dynamo  machines,  respectively,  at  which  the  ten- 
sion becomes  independent  of  the  external  circuit. 

A  disadvantage  belonging  to  this  method  is  this  :  that  by 
the  connection  of  two  machines  in  series  the  resistance  is 
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much  increased^  and  therefore  the  arrangement  is  not  eco- 
nomical. 

Bjorth  set  forth  this  combination  of  a  magneto-electric 
and  d3rnamo-electric  machine  in  1854. 

In  order  to  obtain  a  constant  current^  Perry  makes  use  of 
the  arrangement  shown  by  Fig.  327.  The  electro-magnets 
and  the  magneto-electric  machine  m  are  in  a  branch  circuit 
n.    The  proper  velocities  are  determined  by  experiment. 

Fig.  8S8. 


Compound  Winding  o/Brmtk, 


Brush  made  use  of  the  so-called  "compound-winding" 
in  his'  first  machines.  It  consists  in  providing  the  electro- 
field-magnets  with  a  second  set  of  coils  of  high  resistance, 
besides  the  usual  ones  of  comparatively  low  resistance  in 
series  with  the  armature,  which  second  set  of  coils  was 
connected  with  the  brushes  so  that  it  formed  a  shunt- 
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circuity  derived  from  the  main  circuit.  The  intensity  of  the 
magnetic  field  is  thereby  less  influenced  by  changes  in  the 
external  circuit. 

Recently  Siemens  &  Halske  have  undertaken  the  problem 
of  constructing  dynamo  machines  having  constant  tension 
at  the  binding-posts.  They  endeavor  to  obtain  this  desired 
condition  by  means  of  the  so-called  ''compound  winding/' 
which  was  first  mentioned  by  Synsteden  in  the  year  1871. 
This  consisted  either  in  providing  two  of  the  four  field  mag- 
net limbs  with  high  resistance  coils,  and  the  remaining  two 
with  low  resistance  coils,  or  in  providing  each  limb  two  sets 
of  like  coils  which  were  placed  thereon  side  by  side  or 
8Ui>erimposed.  The  convolutions  of  fine  wire  of  high  resist- 
ance can  be  either  connected  in  derivation  from  the  arma- 
ture or  from  the  entire  main  circuit  of  the  machine.  The 
coarse*wire  circuit  is  traversed  by  either  the  whole  or  a  part 
of  the  main  current.  With  the  aid  of  one  or  the  other  com- 
pound windings  it  has  become  possible  to  produce  machines 
which  give  a  nearly  constant  tension  at  the  binding-posts, 
even  if  the  nimiber  of  incandescent  lamps  be  increased  from 
1  to  20.  One  machine  on  test  gave  with  one  lamp  a  tension 
of  63  volts ;  with  8  lamps,  67  volts ;  and  with  gradual  de- 
crease with  additions  of  lamps,  until  at  20  lamps  the  tension 
was  64  volts. 

We  had  occasion  to  see  a  similar  machine  at  the  works 
of  Spiecher  &  Co.,  of  Cologne,  who  build  machines  of  this 
construction.  It  was  arranged  for  20  Edison  A  lamps.  All 
20  lamps  could  be  turned  on  or  off,  at  will,  either  singly  or 
several  at  a  time,  without  perceptible  increase  nor  decrease 
in  the  light  of  those  left  burning. 

[The  United  States  Electric  Lighting  Co.  have  exhibited 
to  the  editor  a  Weston  machine  supplying  200  Maxim  in- 
candescence lamps,  and  199  of  them  were  several  times 
turned  off  at  one  instant  with  but  a  scarcely  perceptible  in- 
cre€ise  in  the  light  of  the  remaining  one.    This  machine  was 
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simply  shunt-wound,  not  compound  wound,  and  of  the  type 
described  on  p.  339.— K.] 

Prof.  Sylvanus  P.  Thompson  suggests  the  arrangement 
sketched  in  Fig.  329.  It  differs  from  the  preceding,  as  the 
second  set  of  convolutions  of  the  electro-magnets  do  not 
branch  from  the  brushes  at  the  collector ;  but,  instead,  the 
entire  current  first  traverses  the  main  coils  of  the  electro- 
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magnet,  and  then  a  portion  only  branches  off  into  the  shunt- 
circuit.  This  arrangement  is  calculated  for  constant  ten- 
sion. 

[Mr.  Thomas  A.  Edison,  early  in  his  labors  in  this  line, 
conceived  the  idea  of  making  dynamo  machines  of  constant 
electromotive  force  for  incandescence  lighting,  and  filed  in 
the  U.  S.  Patent  OflSce  a  caveat  in  which  he  clearly  described 
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the  compound  winding  in  its  various  modifications^  in  the 
summer  of  1879.  Some  of  his  patents  thereon  were  issued 
on  Sept.  19th,  18B2,  and  are  numbered  264,664,  264,668, 
264,662,  and  264,671.— K.] 

103«  OlAS8iiiea.tioii  oi*  D^rna^mo-ESlee- 
ti^ic  ]M[a.eliiiies«  Dynamo-electric  machines  can  be 
classified  under  a  number  of  heads,  according  to  various 
points  of  view.    The  following  may  be  considered  : 

1.  The  nature  of  the  current  produced  ; 

2.  The  nature  and  arrangement  of  the  magnetic  field ; 

3.  The  form  of  the  armature. 

1.  The  classification  of  the  machines  according  to  the 
nature  of  the  current  produced.  Most  machines  generate 
alternating  currents  which,  during  a  part  of  the  time,  flow 
in  one  direction,  and  during  the  following  time  flow  in  the 
opposite  direction.  Only  the  unipolar  machines  give  cur- 
rents of  continually  the  same  direction.  With  some  ma- 
chines the  alternating  currents  are  conveyed  as  such  into 
the  external  circuits.  With  others  the  alternating  currents 
are  turned  in  one  direction  either  by  commutators  or  by 
collectors  when  they  are  passed  into  the  circuits  external  to 
their  armatures. 

Under  this  head  we  can  designate  four  classes  of  ma- 
chines, namely  : 

a.  Machines  for  alternating  currents.  The  currents  are 
conveyed  into  the  external  circuits  just  as  they  are  pro- 
duced by  the  spools  of  the  armature.  As  many  as  30000 
current  impulses  alternating  in  direction  are  obtained  per 
minute. 

6.  Machines  for  currents  of  one  direction.  A  commu- 
tator is  always  used  to  determine  the  direction  of  the  cur- 
rent from  that  which  it  would  otherwise  take  at  the  instant 
of  change  in  the  coils  of  the  armature.  The  current  so 
produced  in  the  external  circuit  is  not  a  constant  one,  but 


492 


DTNAMO-ELECTRIC    MACHINES. 


periodically  changes  its  strength  from  nothing  to  the  maxi- 
mum at  every  commutation. 

c.  Machines  with  contintu)us  currents.  The  armature 
carries  numerous  bobbins,  so  many  divisions,  which  are 
connected  to  a  collector  which  produces  a  like  number  of 
partial  commutations.  There  is  created  a  periodically  in- 
creasing and  decreasing  current,  the  intensity  of  which  be- 
comes more  nearly  constant  with  an  increase  in  the  number 
of  bobbins  on  the  armature. 


Fig.  830. 


Fio.  8S1. 


Magneto- Electric  Machine, 


DjtnamO'EUciric  Machine, 


d.  Machines  with  constant  current  The  current  pro- 
duced in  the  armature  has  always  the  same  intensity  ;  and 
therefore  the  machine  produces,  without  the  aid  of  mechan- 
ical attachments,  currents  of  constant  direction  and  con- 
stant intensity. 

2.  The  classification  according  to  the  nature  and  arrange- 
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ment  of  the  magnetic  field.  There  are  magneto-electric  ma- 
chines in  which  the  magnetic  field  is  produced  by  perma- 
nent magnets,  as  at  m.  Fig.  330  ;  and  dynamo^lectiic  ma- 
chines in  which  the  field  is  produced  by  electro-magnets 
energized  by  currents  from  their  own  armatures.  There 
are  two  classes  of  the  latter.  One,  the  machine  with  simple 
magnetic  field,  t.  e.,  having  one  N  and  one  S  pole,  as  in 
Fig.  331 ;  and  the  other,  the  meichine  having  a  compound 
magnetic  field  produced  by  four  or  more  magnetic  poles. 

[Another  may  be  added  here ;  which  may  be  called  the 
electro-magneto-electric  machine.  This  is  one  which  has 
the  electro-field-magnets  excited  solely  by  a  separate  ma- 
chine or  other  source  of  electricity.— K.] 


3.  The  classification  of  the  dynamo-electric  machine  ac- 
cording to  the  form  of  the  armature  is  very  important.  In 
case  of  machines  for  continuous  current  four  types  are  dis- 
tinguished : 

o.  The  Ring'Armature.  The  armature  consists  of  an 
iron  ring  which  has  its  entire  surface  covered  with  the  wire 
of  the  bobbins.    The  principle  and  construction  of  this  ring 


494 


DTNAMO-ELECTBIC    MACHINES. 


Fie.  888. 


fSi 


IfctI 


f 


V 


and  its  connection  with  a  collector  we  have  considered  at 
length  in  the  introduction  (page  37  to  38),  and  we  now 
give  a  diagranimaticf  illustration  of  it  in  Fig.  332.  In  con- 
struction the  following  three  principal 
points  are  to  be  considered : 

The  winding  must  be  so  arranged 
that  it  gives  currents  which  are  as  con- 
stant and  of  the  same  quality  as  possible. 
The  iron  ring^jore  must  not  permit  the 
formation  of  Foticaulfs  currents.  The 
wire  coils  must  be  so  arranged  that,  if 
possible,  their  entire  length  is  subject  to 
induction. 

This  last  point  has  caused  the  variety 
of  forms  which  have  been  devised  and 
made. 

The  ideal  form  of  the  ring  is  given  in 
the  diagram,  Fig.  333.  The  iron  ring  which  is  here  taken 
for  illustration  has  a  square  cross-section  and  is  enclosed 
on  all  sides  by  magnetic  surfaces,  one  half  of  which  is  of 
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Gramme  Ring. 
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north  and  the  other  half  of  south  polarity.  DiflSculties  inci- 
dent to  construction  have  prevented  the  practical  realiza- 
tion of  this  principle.  The  machines  which  have  been 
actually  made  are  to  be  regarded  as  more  or  less  complete 
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deformities  of  the  ideal  ring.    If  this  ideal  ring  be  pressed 
to  flatten  it  in  the  direction  perpendicular  to  its  axis,  and 
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the  lateral  and  interior  magnetic  surfaces  be  withdrawn, 
the  ordinary  Gramme  machine  (Fig.  334)  is  obtained.  If 
an  electro-magnet  be  placed  in  the  interior  of  the  ring,  the 
Jtirgensen  machine  is  obtained  (Fig.  335).  At 
the  International  Electrical  Exhibition  in 
Paris  a  machine  was  exhibited  by  Siemens  & 
Halske  in  which  the  exterior  magnetic  sur- 
faces were  omitted  and  only  the  interior  sur- 
faces retained.  (See  Fig.  336.)  If  the  ideal 
ring  be  compressed  in  the  direction  of  the 
axis,  and  magnets  are  set  opposite  to  the  flat 
surfaces,  the  so-called  flat-ring  machine  of 
Schuckert  (Fig.  337)  is  obtained.  Up  to  the 
present  time  only  the  first  and  last  named  of 
these  machines,  in  their  modifications,  have 
met  with  practical  success. 

b.  The  Drum  Armature.  In  this,  instead  of  winding  the 
circuit  wires  around  a  ring,  they  are  wound  lengthwise  on 
a  drum,  or  cylinder.  They  encircle  the  drum  or  cylinder 
parallel  to  the  axis  and  cross  the  ends  in  proper  arrange- 
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ment.  After  the  same  maimer  as  in  the  ring  armatures  the 
wires  form  a  closed  circuit.  The  core  of  the  drum  is  made 
up  of  a  cylinder  of  wood  or  papier  machS,  and  upon  this  is 
placed  a  thickness  of  iron  wire,  or  some  iron  rings  which 
are  so  arranged  that  FoucauWa  induction  currents  are 
avoided  as  much  as  possible.  The  various  drums  which 
have  heretofore  been  constructed  differ  from  one  another  in 
the  construction  of  the  core,  and  also  in  the  connections  of 
the  wires  at  the  collector  end.  The  bobbins  of  the  drum 
armature  are  continuously  connected.    The  end  of  one  bob- 


Fio.sas. 
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Siemens  Drum. 


bin  is  connected  with  the  beginning  of  its  neighbor  at  the 
same  collector  segment.  The  drums  first  constructed  by 
Alteneck  did  not  have  a  synmietrical  connection  of  the  bob- 
bin ends  with  the  collector  segments.  This  form  of  con- 
nection was  considered  desirable  on  account  of  the  simpler 
construction,  and  because  the  several  bobbins  were  better 
insulated,  thus  avoiding  short-circuiting  sparks  between 
contiguous  segments  and  bobbins.  Frolich  afterward  dis- 
covered a  symmetrical  winding  according  to  which  the 
Siemens  armatures  are  wound  at  present.  Anton  BrSguet 
has  since  shown  that  a  great  number  of  such  symmetrical 
windings  and  connections  exist.  With  a  drum  of  eight 
divisions  there  are  no  less  than  eight.  That  winding  should 
then  be  selected  which,  with  the  same  inductive  capacity, 
will  have  the  shortest  length  of  wire.    Briguet  calculates 
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that  for  the  ends  of  the  drums  the  following  lengths  of 
wire  ore  necessary  for  the  various  systems : 


Frolich  Winding 30.8 

Hefner-Alteneck  Winding, SO^S 

Br6guet                        "          26.0 

Br^guet  (another)       "          S8.1 


BHtmtt 


Brigmtl  Windint- 


The  drum  armature  is  the  most  important  form  of  arma- 
ture for  machines  of  continuous  currents,  and  it  celebrates 
its  triumph  in  the  Edison  machine,  the  winding  of  which 
is  symmetrical  also,  but  which  has  an  uneven  number  of 
divisions.     {See  Fig.  343.) 

c.  Pole  Armature.  The  bobbins  are  wound  on  radial 
arms  of  iron,  as  shown  In  diagram  by  Fig,  344.    When 
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this  wheel    is  rotated    between  two  stationaiy  magnetic 
poles,  the  radial  iron  arms  change  their  polaritT'  alternately 


and  in  consequence  of  this  change  of  poles  induction  cur- 
rents  are  created  in  the  encircling  wires  and  are  led  off 
by  a  collector. 


d.  Diak  Armature.    This  form  has  not  yet  attained  any 
practical  importance.    It  exists  in  the  so-called  Arago  ma- 
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chine,  in  two  or  more  designed  by  Edison,  and  in  one  built 
hj  Hochhausen ;  all  of  which  we  have  described.  The 
armature  conductors  are  arranged  in  the  form  of  a  disk ; 
they  consist  of  wire,  or  copper  bands,  or  copper  bars  with 
radial  connecting  pieces  to  a  collector. 

In  Alternating-Current  JfocAines  a  diTieion  is  not  so 
easily  and  strictly  possible.  This  is  so  because  the  magnetic 
field  of  these  machines  is  a  very  complex  one,  and  there- 
fore admits  of  a  great  variety  of  constructions.  The  most 
important  forms  can  be  gathered  under  the  following  clas- 
sification : 

a.  The  Spool  Armature.  This  armature  is  characteristic 
of  the  alternating  current  machines.    The  armature  consists 


^tt/ ArmatKrt. 


of  wire  bobbins  feistened  to  the  periphery  of  a  disk  in  such 
a  manner  that  their  axes  are  parallel  to  the  axis  of  rotation. 
In  a  number  of  machines  the  armature  is  stationary  (Jab- 
lochkoCTs  and  Gfordon's),  and  the  etectro-field-magnets  are 
rotated ;  in  others  the  armature  is  moved,  and  the  field- 
magnets  remain  stationary. 

b.  The  Ring-Armature.    The  winding  is  on  a  ring  as  in 
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the  case  of  continuous  current  machines ;  not  in  continuous 
connection,  as  in  them,  but  separated  into  man7  divisions, 

FM.MT. 


asABCDAB    .    .    .    .    o£  which  those  having  the  same 
action,  as  A  A,  B  B,  etc.,  are  connected  with  each  other, 
c,  Th^  Pole-Armature.     The  machine  with  pole-arma- 
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ture  conBists  of  a  wreath  of  induction  bobbins,  and  a  whe^ 
of  electro-magnets  turning  in  this  wreath.  The  axes  of  the 
electro-magnets  are  perpendicular  to  the  axis  of  rotation  of 
the  machine.    (See  Fig.  347.) 


Ti*  Ftrrantt-  ThtmtBtt  Dtit-A  rmatmi. 

d.  The  JHak-Armature.  The  Ferranti-Thomson  machine 
IB  the  only  exajnple  of  a  practically  executed  disk-armature 
of  this  class.  The  conductors  are  arranged  on  the  rotating 
disk  in  zigzag  shape.     (See  Fig  34S.) 

1 04.  Oollector».  Collectors  belong  to  all  dyna- 
mo-electric machines  which  produce  continuous  currents  of 
one  direction  without  commutation.  As  the  collector  is 
one  direction  without  commutation.  As  the  collector  is 
one  of  the  most  important  pans  of  the  dynamo,  it  deserves 
detailed  mention.  Collectors  are  usually  formed  of  a  ro'nr 
therewith,  but  insulated  from  it  and  from  each  other.  Vari- 
ous modifications  of  this  arrangement  have  been  used,  or 
proposed.  Niaudet  fastens  the  copper  bars  radially  on  a 
disk  of  insulating  material.  Weston  and  Schuck'ert  make 
use  of  spirally-crooked  copper  bars.  These  deviations  have 
proven  useless,  or  even  injurious,  complications  of  the  sim- 
ple cylindrical  construction. 

In  a  well-constructed  dynamo-electric  machine  the  sev- 
eral parts  are  traversed  by  currents  which  come  from  the 
negative  brush  and  traverse  the  two  divisions  of  the  wind- 
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ing,  and  meet  in  that  piece  of  the  collector  which  touches 
the  positive  brush.  Every  division  or  bobbin  of  the  arma- 
ture adds  its  electromotive  force  to  that  of  the  preceding 
one^  and  therefore  strengthens  the  current  traversing  it. 
If y  now,  the  tension  between  the  negative  brush  and  the 
succeeding  sections  of  the  collector  be  measured,  it  will  be 
found  that  it  increases  regularly  in  both  directions,  linearly, 
on  the  collector,  and  attains  its  maximum  at  the  opposite 
side,  where  the  positive  brush  is.  This  can  be  proven,  ex- 
perimentally, by  the  aid  of  a  galvanometer,  one  i)ole  of 
which  is  attached  to  the  negative  brush,  while  a  flexible 
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Tensions  on  a  Coitector  of 
a  Cramm*  Dyuamc. 


HoriM4mtal  Diagram  »fTtntiom»»n  a  CoUecUr  9/ a 
Gramm§  Dynamo, 


piece  of  copper  is  attached  to  the  other  pole,  and  with 
it  the  several  radial  pieces  of  the  collector  are  consecu- 
tively touched.  If  the  several  observed  differences  in  ten- 
sion be  graphically  recorded  on  a  drawing  of  the  periphery 
of  the  collector,  a  picture  as  given  in  Fig.  349  will  be 
obtained.  In  this  way  we  can  observe  the  regular  growth 
of  the  tension  from  the  lowest  point  of  the  circle,  which 
point  represents  the  negative  brush,  up  to  the  maximum  at 
the  positive  brush.  If  these  graphic  values  are  represented 
on  a  straight  line,  which  can  be  done  by  imagining  the 
periphery  of  the  collector  as  unrolled  upon  a  plane,  the  dia- 
gram represented  in  Fig.  350  is  obtained.  This  shows  that 
the  tension  does  not  increase  regularly  between  the  neigh- 
boring segments  ;  if  it  did,  the  curves  would  resolve  them- 
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selves  into  two  straight  lines.  In  reality  the  increase  of. 
tension  is  smallest  in  the  neighborhood  of  the  two  brushes, 
and  the  rate  of  increase  is  greatest  at  a  point  about  9(f 
from  the  brushes.  It  is  there  where  the  bobbins  of  the 
armature  pass  the  part  of  the  magnetic  field  which  exerts 
the  gpreatest  inductive  action.  If  the  magnetic  field  was 
entirely  homogeneous,  the  number  of  lines-of -force  cut  by 
the  bobbins  rotating  in'  the  field  would  be  proportional  to 
the  sine  of  the  angle  which  the  plane  of  the  bobbin  pro- 
duces compared  with  the  direction  of  the  magnetic  lines- 
of -force.  The  increase  and  decrease  of  the  number  of  these 
lines  is  then  proportional  to  the  cosine  of  this  angle.  The 
cosine  is  greatest  when  the  angle  is  at  zero.  When,  there- 
fore, the  bobbin  is  parallel  to  the  lines- 
of -force,  that  is,  when  moved  at  90**  from 
the  brushes,  the  increase  of  tension  must  be 
greatest.  This  is  nearly  the  case  in  Fig. 
350,  where  the  course  is  almost  exactly  a 
sinus  line.  The  measurements  relating  to 
the  division  of  the  tension  at  the  collector 
are  of  g^reat  practical  interest.  They  not 
only  show  where  the  brushes  should  be 
placed  in  order  to  gain  the  best  effect,  but 
also  permit  judgment  as  to  the  efficiency  of  the  bobbins 
in  various  parts  of  the  magnetic  field.    If  the  brushes  are 
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Horiaontal  Diagram  of  Tension*  at  CpiUeUr  of 
badly  arranged  Dynamo, 

located  at  the  wrong  place,  or  if  the  pole-pieces  of  the  field- 
magnets  have  a  wrong  shape,  the  run  of  the  tensions  at  the 
collector  will  be  irregular,  and  maxima  and  minima  of  ten- 
sion will  be  observed  at  other  points  than  those  where  the 
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brushes  touch  the  collector.  An  actual  diagram  of  the 
relations  of  tension  at  the  collector  of  a  machine  of  faulty 
construction  is  shown  in  Fig.  351.  It  is  transferred  to  a 
horizontal  line  in  Fig.  352.  By  these  it  is  to  be  seen  that 
the  division  of  tension  at  the  collector  is  irregulsur,  and  so 
much  so  that  one  portion  of  the  collector  has  a  greater  posi- 
tive tension  than  at  the  positive  brush,  and  another  portion 
a  g^reater  negative  tension  than  at  the  negative  brush. 

Therefore,  a  portion  of  the  current  produced  by  the  ma- 
chine is  destroyed  by  another  portion  ;  and  it  would  be  pos- 
sible to  lead  off  another  current  by  another  pair  of  brushes 
placed  so  as  to  touch  at  these  maximal  and  minimal  points 
of  tension.  In  the  English  patent  No.  1640  of  1882  one 
Kennedy  has  obtained  a  patent  on  a  machine,  which,  in  con- 
sequence of  its  incorrect  construction,  gives  off  currents  at 
six  differently-placed  brushes. 

All  machines  with  collectors  and  simple  magnetic  fields 
give  curves  like  the  one  in  Fig.  349.    The  Brush  machine, 
however,  which  has  a  simple  magnetic  field,  but  a  commu- 
tator instead  of  a  collector,  shows  an  entirely  different  dis- 
pio.  368.  position  of  the  tension.    Over  one-eighth  of 

the  circimif  erence  on  each  side  of  the  points 
of  contact  of  the  positive  brush  there  is  no 
perceptible  difference  of  tension  : — all  points 
have  the  same  tension,  which  is  that  of  the 
brush  itself.  The  same  is  the  case  in  the 
Diattram  of  Ten-  noighborhood  of  thc  negative  brush,  where 
w  at  Brush   ^j^^  tousion  has  the  constant  value  due  to 

Commutator, 

this  brush.  Between  these  there  are  points 
where  the  tension  becomes  smaller,  and,  passing  through 
zero,  changes  its  signs.    This  is  shown  in  diagram,  Fig.  353. 

END  OF  FIBST  VOLUHB. 
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APPENDIX- 


THE  UNITS  OF  MEASUBEMENT  OF  THE  ABSOLUTE,  OR 

0.  G.  S,  SYSTEM. 

a.   MECHANICAL     UNITS. 

1.  Unit  of  Length.  1  Centimeter  ((7)  =  y^  of  the  length  of 
the  measuring  rod^  or  metre,  made  by  Borda  and  preserved  in  the 
cellars  of  the  Paris  observatory  (Dim.  C*). 

2.  Unit  op  Mass.  1  Oramme  (G^)  =  the  quantity  of  1  cu.  cm. 
of  distilled  water  at  its  greatest  density  (4**  Cels.).    (Dim.  O^,) 

3.  Unit  of  Time.  1  Second  (/S)  =  86400  part  of  the  mean 
day  of  the  sun.     (Dim.  8'^.) 

4.  Unit  of  Force.  1  Dyne  {D)  =  that  power  which  acting 
for  one  second  upon  the  weight  of  one  gramme,  gives  this  the  veloc- 
ity of  1  cm.  per  second.     (Dim.  C  0  S"^,) 

Technical  Unit.    1  Kilogramme  =  98100  Dynes. 

5.  Unit  of  Power.  1  Erg.  {E)  =  the  labor  performed  by  the 
Dyne  1  when  it  travels  the  distance  of  1  cm.    (Dim.  C*  O  8"*,) 

Technical  Units. 

1  Meterkilogramme  =  98,100,000  Ergs. 

1  Watt  =  jtJy  Meterkilogramme  =  1  Volt- Ampere. 

1  Pferdestarke  (German  and  French  horse-power) 

=  75  Meterkilogramme  =  736  Watt. 
1  Horse-power  (English  and  American)  =  76  Meterkilogramme 

=  746  Watt. 
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6.  The  Unit  of  Effect  is  the  labor  performed  during  one 
second.    (Erg-Second.)    (Dim.  (7«  0  8"^.) 

Technical  Units. 

1  Second-Meterkilograrame  =  98,100,000  Erg-Seoond. 
1  Sccgnd-Pferdestarke  =  75  Second-Meterkilogramme. 

b.   ELECTRICAL   UNITS   {Blectrthmagnetic  System). 

1.  The  Unit  of  the  Quantity  of  Electricity  is  that  which, 
acting  upon  a  mass  which  is  1  cm.  distant,  exerts  a  force  equal  to  one 
dyne.    (Dim.  CiQi,) 

Technical  Unit.    1  Coulomb  =  10"*  (COS)  units. 

2.  The  Unit  of  the  Strength  of  Current  is  that  quantity 
which  propagates  1  Coulomb  through  the  cross-section  of  the  wire 
in  1  second.    (Dim.  CiOiS-^) 

Technical  Unit.    1  Ampere  =  10"*  (COS)  units. 

3.  The  Unit  of  Tension  is  that  tension  (potential  diiference) 
between  two  points  which  requires  the  expenditure  of  one  unit  of 
force  (1  Dyne)  to  move  1  Coulomb  from  one  point  to  the  other  by 
overcoming  the  electrical  repulsion.     (Dim.  C^  O^  S^*). 

Technical  Unit.     1  Volt  =  10^  {0  O  S)  units. 

4.  The  Unit  of  Resistance  is  that  resistance  which  allows 

the  passage  of  the  quantity  of  electricity  of  1  Coulomb  between 

two  points  in  one  second  with  the  tension  1  (10~®  Volt).     (Dim. 
CS-K) 

Technical  Unit.     1  Ohm  =  10*  (C  ff  5)  units. 

5.  The  Unit  of  Capacity  is  that  capacity  which,  charged 
under  the  tension  (1  (lO"®  Volt),  contains  the  quantity  of  electricity 
1  (1  Coulomb).    (Dim.  C'^  S*.) 

Technical  Unit.    1  Farad  =  lO^*  {COS)  units. 

These  units,  multiplied  or  divided  by  10«  are  termed  mega  . . . , 
micro  .  .  . 
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VARIOUS    RESISTANCE   UNITS. 

(Report  of  the  Committee  on  Electrical  Standard.) 


Ohm 

8iemeni> 

*^. 10' (Weber) 

Dlgney  CI  km.  iron  wire  4  mm.) 
Yarley  (1  mile  copper  wire  ^ 


iriev 
in.y 
cobi 


Jacob!  (96  11.  copper  wire  845 

grains) 

Qeiman  mile  (iron  wire  \  In.) 


J 


1.000 
0.9687 

0.9191 

9.966 

96.61 

0.6867 
67.44 


S 


OD 


1.0486 
1.000 

0.0686 

9.71 

96.88 

0.6674 
60.90 


I 


1.088 
1.068 

1.000 

10.08 

S7.86 


0. 
69.48 


0.1079 
0.1080 

0.09919 

1.000 

9.768 

0.06869 
6.196 


0. 
0.08796 

0.06891 

0 


1.000 


0 
9.948 


i 


1.670 
1.488 

1.444 

14.66 

40.91 

1.000 
90.99 


0.01741 
0.01661 

0.01666 

0.1618 

0.44ffr 

0.01108 
1.000 


Accordiug  to  Siemens  £  Hahkej  1  Ohm  =  1.0615  Siemens. 

VARIOUS  CURRENT  UNITS. 


Ampdre. 

Daniell 

Jacobi. 

Silver. 

Copper. 

Siemens. 

Ampere 

1.000 

1.17 

9.5S 

1.48 

5.08 

0.85 

1.00 

0.089 

0.018 

0.048 

10.98 
19.81 
.   1.00 
0.166 
0US89 

67.66 

79.15 

6.48 

1.00 

&40 

19J6 

98.98 

1.89 

0.994 

1.00 

Panleil-Slemflni       ^ .  ^             x .  ^  i .  ^ . . . 

Jacobi  (com.  oxyhydr.  gas  1  Min.) 

Silver  (oreciDitate.  1  mirr.  1  M.) 

Copper       *•               *^      "      

NORMAL  ELEMENTS,  OR  BATTERY  CELLS. 

Daniell  [Zw,  ZnSO^  (1.18),  CuSO^  (1.15),  Cu'\  =  1.11  Volt 
[Zn,  ff,  8  0^  (1.15),  CuSO^  (1.15),  Cu\  =  1.19     " 

Post-office  of  London =  1.07     " 

Element  Latimer-Clark =  1.46     " 

"         Bnnsen =  2.05     " 

"         Grove =  2.06     " 

The  numbers  in  parentheses  designate  the  densities  of  the  elec- 
trolytes, water  being  =  1.00. 

COMPARISON  OF  THE  VARIOUS  WIRE  MEASUREMENTS. 

For  the  following  tables,  1  millimeter  (according  to  Scientific 

American)  =  0.393685  Eng.  inches. 

The  three  systems  in  use  are  : 

Brown  &  Sharpe's  American  Wire  Gauge  {Am.  W,  O.  or  B,  £  S. 
W.  O.). 

Stubs  or  Birmingham  Wire  Gauge  {B.  W.  (?.). 
Old  English  or  London  Wire  Gauge. 
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It 

Ko. 

1 

4 

11 

A-o. 

ii    ,i    ti    '4    ,i 

=*                 .v»      as 

1 

t 

1 

t 

'     1 
1 

1 

10 

!i 

K 

1 

r  1 

iil  i;    ? 

i 

13 
1 

- 

The  meosaremeDts  nsed  in  commerce  for  the  Binningbam  and 
Old  English  vire  gauge  liave  been  changed  bo  much  in  time,  that 
they  cannot  be  depended  upon  with  on;  certaiutj. 

■  DiTRBEin  OAirexs,  D*  OBcnuu  or 


1      No. 

CM 

HfBtncli- 

Bkwd       '     ^„      1        Old 

Btrmlnsli. 

Bro«n 

Bi«UA. 

W.«. 

ABhup..         J' 

"    1    Engliri). 

W.G. 

AStaup.. 

'    M» 

•.et 

O.tH 

»«ea 

•        o.«o 

o.oa 

0.0K» 

«.*• 

a.«B 

1           0083 

ens 

o.iaiue 

'       •> 

«.M 

AKMfl 

OOMG 

•  M* 

OM 

•  KA 

1                !of70 

oIdust 

«M 

o:»T« 

«                .«M 

0« 

oosno 

«.«• 

O.MM 

.nu 

(MO 

OOITWI 

(na 

0.013M 

*.w» 

"<M?^ 

».«■ 

•.«■ 

(liNM 

dissd 

o!otwi 

•  w* 

•.M 

e.i««K        I 

OIMO 

01» 

ooii« 

•.M 

(MM»        a 

.0113 

111 

OMOOt 

•.W 

AMf 

•  1IMI            > 

D.nDwB 

«.m 

•  W 

t.-Mft       a 

.01 1» 

*i* 

•.n* 

•.(MM         a 

w 

oiotrw 

•l.M» 

«.W( 

owwi        a 

€0: 

O.OtKU 

#j» 

OKTW            1 

.OMO 

OCB 

AIM 

.«KW 

cm 

•  «« 

*« 

O.OBMS 

««> 

oorwra 

AW 

«ra»        1 

o.oosni 

AW 

A«» 

•  MMT           « 

MV 

— 

OOOIIM 
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C.  TABLE  Of  WEIGHT  AHD  BE8I8TAHGB  OF  FITBB  OOPPEB  WIEB  (LAKE 

BUPEEIOE,  H.  8.  A.). 

The  nnmbere  are  those  of  Brown  and  Sharpest  American  Wire  Gauge.    Feet  and  pounds  are 

Bn|(lith. 


No. 

PomDe 

PKR 

,  1000  Ft. 

FSBT  PBB  POUHD. 

75*  Fahbbmhsit. 

Wound 

with 
cotton. 

Wonnd 
with 
silk. 

Naked. 

Ohm 
per  1000  ft. 

Ohm 

per 
Bnfflith 
mile  = 
5880  ft. 

Feet 
perohuL 

Ohm 
perponnd. 

0000 

680.83 

1 

, 

1.66 

0.051 

^^ 

19606.60 

O.O0UU796 

000 

507.01 

— 

— 

1.97 

0.064 

— 

16547.87 

0.000187 

00 

403.00 

— 

— 

8.40 

0.081 

— 

18880.86 

0.000808 

0 

819.04 

— 

— 

8.18 

0.108 

— 

9788.68 

0.000880 

1 

868.88 

— 

— 

8.96 

0.180 

— 

7754.66 

0.000510 

2 

300.64 

— 

o^w 

4.90 

0.168 

— 

61^.78 

0.000811 

8 

150.06 

— 

^^^ 

6.80 

0.805 

— 

4676.78 

0.001880 

4 

186.18 

— 

— 

7.98 

0.860 

— 

8867.68 

0.00806 

5 

100.01 

— 

— 

10.00 

0.836 

— 

8007.06 

0.00686 

6 

79.88    i 

— 

— 

18.61 

0.411 

— 

8488.88 

0.00616 

7 

63.90 

— 

15.90 

0.519 

— 

1986.75 

0.00684 

8 

49.88    1 

— 

80.05 

0.654 

8.8 

1689.60 

0.01811 

9 

89.56 

— 

— 

85.88 

0.884 

4.1 

1818.88 

0.0S068 

10 

81.87 

— 

— 

81.88 

1.040 

4.4 

961.91 

0.08814 

11 

34.88    . 

— 

— 

40.80 

1.811 

6.4 

768.98 

0,06860 

IS 

19.78 

48 

46 

60.09 

1.668 

8.8 

606.08 

0.08877 

18 

15.65 

65 

60 

68.91 

8.664 

10.4 

479.80 

0.18881 

14 

18.41 

68 

75 

80.50 

8.686 

18.8 

880.51 

0.8116 

15 

0.84 

87 

95 

101.68 

8.814 

16.7 

801.75 

0.8868 

1ft 

7.81 

110 

180 

188.14 

4.179 

88 

889.88 

0.6355 

17 

6.19 

140 

160 

161.60 

6.860 

86 

169.76 

0.6515 

18 

4.91 

176 

190 

808.76 

6.646 

88 

160.50 

1.8688 

19 

8.78 

830 

840 

864.86 

6.617 

48 

116.06 

8.8778 

SO 

8.09 

880 

805 

881.00 

10.666 

58 

94.65 

8.428 

81 

8.46 

860 

890 

406.56 

18.888 

66 

75.06 

5.443 

88 

1.94 

450 

490 

515.15 

16.799 

65 

60.58 

8.654 

88 

1.54 

560 

615 

649.66 

81.186 

108 

47.80 

18.768 

84 

1.88 

715 

775 

819.81 

86.718 

185 

87.48 

81.865 

86 

0.97 

910 

990 

1088.06 

88.664 

170 

89.69 

84.795 

86 

0.T7 

1166 

1265 

1808.61 

48.477 

814 

88.54 

56.881 

87 

0.61 

1446 

ISIO 

1648.56 

68.568 

870 

16.66 

87.979 

38 

0.4S 

1810 

1970 

son.ss 

67.548 

848 

14.61 

189.898 

89 

0.88 

2S80 

8480 

8611.88 

85.170 

488 

11.74 

888.449 

80 

0.30 

8806 

8060 

3808.97 

107.891 

588 

0.81 

858.748 

81 

0.34 

8806 

8980 

4158.88 

185.408 

685 

7.89 

663.881 

88 

0.19 

4585 

4900 

6886.66 

170.765 

665 

5.66 

804.848 

88 

0.15 

— 

6800 

6608.71 

815.818 

1063 

4.64 

1481.646 

84 

0.18 

— 

7880 

8888.80 

871.668 

1880 

8.66 

8861.88 

85 

0.10 

— 

9630 

10601.85 

848.448 

1880 

8.98 

8506.10 

86 

0.06 

— 

18480 

18888.83 

481.718 

8800 

8.88 

6715.86 

87 

0.06 

— 

— 

16601.06 

544.887 

8874 

1.84 

9084.71 

38 

0.06 

— 

— 

30654.65 

686.511 

8886 

1.46 

14880.86 

89 

0.04 

— 

— 

86808.88 

865.046 

4667 

1.16 

88768.60 

40 

0.06 

— 

— 

8817B.94 

1091.865 

6766 

0.98 

80888.50 

dlO 
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O.  APPBOZDC&TX  yALTTE  OF  DECIKAU  JX  THE  OnTOKAET  nUCIIOm  OV 


A 


0.0166 
0.0618 
0.0468 
0.0635 
0.0781 
0.0987 
0.1098 


AH  ENGLISH  DTGH. 

^  =  0.1960 

^  =  0.1406 

^  =  0.1669 

^i  =  0.1718 

^  =  0.1875 

il  =  0.9061 

-gl^  =  0.8187 


i 
H 
A 
H 
A 
H 


a86 

OJK66 
08818 
OJ88B 
0i8185 
0.8881 


S.  MEA8UBE8  JX  THE  DECIMAL  SYSTEM  (BBEGinST). 


Number  of 

Meters  for 

1  ROoeramme 

of  Naked 

Copper. 

1 

Diameter  in 
Millimeters. 

Number  of 
Jautfe 

Nmnber  of 

Meters  for 

1  Kilogramme 

of  Naked 

Copper. 

Diameter  in 
MilUmeten. 

Number  of  the 
Jmnme 

10 

4.4 

80 

1  680 

0.88 

84 

16 

8.4 

18 

9400 

0.86 

86 

10 

8.0 

17 

8905 

0.84 

88 

86 

9.7 

16 

4  100 

0.88 

89 

80 

8.4 

16 

5  180 

O.SO 

80 

84 

8.9 

14 

5800 

0.18 

81 

40 

8.0 

18 

6  410 

0.16 

88 

54 

1.8 

19 

7000 

0.14 

88 

66 

1.6 

11 

8600 

0.11 

84 

70 

1.6 

10 

10  000 

0.08 

86 

75 

1.4 

0 

18  600 

0.08 

40 

86 

1.8 

8 

16  000 

0.06 

44 

100 

1.8 

7 

88  000 

0.04 

60 

187 

1.1 

6 

— 

— 

— 

160 

1.0 

5 

— . 

— 

— . 

180 

0.9 

4 

— 

— 

— 

808 

0.8 

8 

— 

— 

—. 

880 

0.7 

8 

^ 

— 

.^ 

418 

0.6 

1 

— 

— 

^-. 

546 

0.5 

P. 

Jauice 
Oaroajwe. 

645 

0.47 

13 

— 

— 

.. 

685 

0.44 

14 

— 

~~ 

.. 

748 

0.40 

16 

— 

— 

_ 

1090 

0.37 

18 

— 

— 

» 

1800 

0.84 

80 

— 

— 

_ 

1400 

0.31 

89 

— 
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TABLE  OF  THE  DIXEHSIONS,  LENGTH,  EE8I8TANCE  AND  WEIGHT  OF  PUBE 

COPPEB  WIBE. 


A  wire  of  chemically  pure  copper  1  m.  long  and  1  mm.  diameter 
weighs  6.990  grammes,  and  has  a  resistance  of  0.022156  ohm  at  15^ 
Cels.  If  wt  is  tlie  resistance  of  the  copper  wire  at  ^°,  w^  g  at  15°, 
then 


//♦ 


15 


=  frf[\  —  ().()():]8{/  — 15^)]. 


Diameter. 

Clrcumft'r- 

• 
Section. 

Kilog.  per 

i 

Meter  per  ■ 

Ohm  per 

Kilometer 

mm. 

ence. 
1.570H 

sq.  mm. 

Im. 

1kg. 
572.23 

1km. 

per  1  Ohm. 

0.5 

0.1963 

0.00175 

88.624 

0.01126 

1.0 

3. 1410 

0.7854 

0.00699 

143.06 

22.156 

0.04518 

1.5 

4.7124 

1  7671 

0.01573 

fi8.58 

0.8479 

0.1015) 

2.0 

6.2K32 

3.1416 

0.027<W 

a>.77 

5.5800 

0.1805 

*2.5 

7.8540 

4.9087 

0.{>t:mi 

,      22.83 

3.5450 

0.28147 

30 

0.424S 

706H6 

0.06291 

15.89 

2.4618 

0.40621 

.^.5 

10.99»i 

9.6211 

0.08562 

11.68 

1.8088 

0.55278 

1  0 

12.:j«i0 

12.566 

0  HIS 

8.942 

1.3848 

0.72216 

4.5 

14.137 

15.904 

0.1415 

7  068 

i.oim 

0.91808 

5.0 

15.708 

19.tRJ5 

0.1747 

5.722 

0.8862 

1.1259 

55 

17.279 

2.3.758 

0.2114 

1.730 

0.7325 

1.8652 

tt.O 

18.K.50 

28  274 

0.2510 

'        4.971 

0.6155 

1.6249 

(•.5 

20.420 

•«  188 

0.21*38 

3.401 

0.5241 

1.9069 

7.0 

21.!I91 

:j8.4ft4 

0.:M25 

2.(120      ! 

0.4522 

2.2114 

7.5 

23.502 

44.17*1 

0.8932 

t        2.543 

0.;)939 

2.6382 

1          8.0 

25. 13:^ 

50.265 

0.4474 

2.2.35 

0.3462 

2.8886 

H.5 

2»»  704 

56.745 

0.5050 

1 .980 

0.3007 

3.2608 

j          9  0 

28.274 

r*3.017 

0.5662 

1.76*) 

0.2785 

3.66Ce 

».5 

29.845 

70.882 

0.6308 

1.585 

0.24.55 

4.0744 

10.0 

31.410 

78  .>40 

0.6900 

1   431 

0.2?16 

4.5136 

11.0 

31.558 

95.0?« 

0.8458 

1.182 

0.18:n 

5.4608 

120 

37.6119 

113.097 

1.0066 

l.*4:} 

0.1539 

6  4094 

18.0 

40.841 

132.732 

1 . 1813 

0.850 

0.1311 

7.6278 

14.0 

4-3.982 

153. 93S 

l.:nOO 

0.72JI9 

0.1130 

8.8467 

j        150 

47  124 

176.715 

1.57S7 

0.<»58 

0.09^7 

10.1549      , 
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Siemens',  146. 
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Deprez,  79. 

Torsion,  84. 
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426. 
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221. 
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Hjorth.  148. 
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Machines  with  Separated  Circuits,  479. 
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255. 
Magnet,  movement  toward  closed  wire 
ring.  87. 

Steel.  23. 
Magnetic  Division,  17. 
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Field  of  Force,  58. 

Induction,  17,  36. 
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471. 
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Wilde's,  114. 
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Measurements,  Methods  of.  59. 
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Measurement  of,  90. 
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Part  1, 15. 
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Photometer.  Avrton  &  Perry's,  94. 

Bunsen,  98. 
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Physics,  preliminary,  15. 
Pixii's  Machine,  99. 
Pole  Annature.  4^ 
Power,  Transmission  of,  263. 
Preliminary  Physics  15. 
Purifying  Metals.  Machines  for,  318. 
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Registering  Apparatus,  Edioon's,  85. 

Register  of  Rotations,  74. 

Regulator,  Hochhausen's.  294. 

Regulator,  Thomson *s,  197. 

Regulator,  Wood's.  24S). 

Ring  Armature,  493. 

Ring- Armature    Machine,    Pacinnoti's, 

204. 
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